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i'RKI-’AGE 


The preparation of thin treatise on the Insulation of Electric 
Machines has boon undertaken to render available to engineers 
some portion of the results of twenty years of practical work with 
insulating materials, and of careful study of their insulating pro¬ 
perty. Probably no other properties of any materials employed 
by engineers are so indefinite m these,, and it is essential for anyone, 
on taking up the subject, to disabuse his mind of the idea that a 
high degree of accuracy m at tint present time attainable. 

The insulation of cables, which is excluded from this volume, is 
the only ease in which the use of insulating materials has boon 
reduced to some degree! of exactness. The experience gained in 
cable manufacture! might often he employed with advantage in 
the insulation of electric: machines. 

That we still have a great deal to learn cm the subject of in¬ 
sulating materials, lias )mm referred to by O'Gorman in his paper 
on the ” Insulation of Cables” ( l*rw\ Iml Eke. Ent/rs., vol. xxx. 
p. 608), in which he states: .* 

“ We scarcely realise how unlimited and how unexplored are 
those fields of research, Supjame that by dint of mixing gums, 
resins, oils, powders and sol vents, we should get a perfect dielectric, 
waterproof for one hundred years, flexible and extensible, so volt- 
resisting that the thinnest film suffices, with a specific capacity 
almost as low m that of air, yet adjustable to a high value; 
sufficiently firm not to decentralise, yet fluid enough, when heated 
by an arc, to close in ami mni\ up n fault Suppose, besides all 
this, we can make it at fid, per Ik applied, what will be the reward ? 
Far more than the value of the throo-wire patents or the Dunlop 
tyre, plus the benediction of all tdw!irieianll/ , 

One is naturally averse to mentioning the names of manufactur¬ 
ing firms in a technical work on the properties of materials. In 
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the present instance, however, it has been practically impossible 
to avoid some references, and it is hoped that no injustice will 
result to those firms whose products may be equal or superior 
in quality to those of the firms mentioned. In other cases, we 
have adversely criticised various insulating materials which our 
experience has led us to regard as defective, or unsuitable for 
certain purposes. Manufacturers’ publications are nowadays 
amongst the best sources of technical information, and we have 
frequently found that it is in the interests of a thorough under¬ 
standing of the subject, to quote at length from the publications 
of rival manufacturers. The reader will, however, hardly need 
to be cautioned to keep distinctly in mind the tendency of 
manufacturers to be partial to their own products. Several 
manufacturers have generously assisted us by furnishing in¬ 
formation and samples. 

We wish to express our appreciation of the cordially granted 
permission for us to make copious extracts from the work of the 
respective authors of the very valuable papers that have appeared 
during the last ten years on this subject. When making such 
duly accredited extracts, we give our readers the benefit of each 
author’s carefully considered wording, just as we deal with our 
own work in our own words. Such papers have been few in 
number and limited in scope, no comprehensive treatise having 
hitherto appeared. 

The metric system has been employed throughout the treatise. 

Amongst the authors to whom we should like to express our in¬ 
debtedness may be mentioned:—Dr C. Baur, Mr C. E. Farrington, 
Dr R. A. Fessenden, Dr R. T. Glazebrook, Mr Mervyn O’Gorman, 
Mr H. F. Parshall, Dr F. A. C. Perrine, Mr C. E. Skinner, 
Dr C. P. Steinmetz, and Mr P. H. Thomas. 

Through the courtesy of the EleJctrotechnische Zeitschrift , we 
have also obtained permission to quote from articles by other 
authorities. We trust that any unintentional remissness in the 
case of uncredited quotations from, or references to, other sources 
will be pardoned and kindly pointed out to us for correction. 


London, 1905. 
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MACHINES 


CIIAlTKIt f 

INTRODUCTORY CONHIDKKATIONH 

Five years ago, one of the ablest authorities on the subject of 
insulation made the following statement : l - 

“ I have no hesitation in saying that there art*, not more than 
one or two companies in the United Staten whom*, Insulations are 
worth more than m rnueh hare notion cloth after two years 1 
service/’ The remark applied metre especially to the varnishes 
with which tapes, cloths, and papers were impregnated. Progress 
in the manufacture of electrical machinery, especially with relation 
to the insulating methods employed, has during recent years been 
rapid; nevertheless, there still appears to he much mum groping 
in the dark in this matter than should longer he necessary,’’* and 
it is the purpose of the writers of this treatise, In set forth in 
serviceable form the information and experience which they have 

1 Prnc. Amrr. I nrt. Klrr. Kmjrn, % vol, Xv. p. 150. 

2 u Tin* 1 m*s! cx<mih<» f«»r a dhmmvr on I ho drfmhin udation whali in found 
in modern dynamo and motor ron*4nation i* tin* stammoni that it in tin*, 
groat rnt oLUarli* to idmtriral dovvlopmoul at tin* pr<* out tamo. It in a fart 
Imyoitd rontrovrray that fl»» olrr.trlu motor in not hidug te»**l an merit an it 
would ho if it worn a mom piodWt uundum*. 

“ From on#* and of t Inn munf ry to I In* of ln*r you mu go into tin* street 
railway field, and find apparatus whirh Itm-t gom* to tin* wrap Iwap 
tdthdly borauH** if han boon immlatrd with d**f<*rf tv** mmhUion. Within 
a year, one. of tin* largad gonoratorn itt tin*, world han had itn anna!tin* 
twice rr-wound hocattH* it wan imuluf<’d with dofniivn i modalion, and 
on the third trial It h htiildm rrpairrd it with tho mtnv ntufF whiidt 
firnt short-circuited it. The motn*v bn* in tltat ionlanm i* already i.lmt* to 

‘I 
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accumulated on this subject. In the case of one of them, this 
experience has been very thorough and of a decidedly practical 
character, having been gained during the last twenty years in 
winding and insulating, and in designing and supervising the 

$10,000, with more to follow. There is not a central station manager in the 
United States, who has tried to sell power, who has not come into contact 
with a manufacturer or a machine-shop superintendent who told him he 
would not put in a motor unless the central station man would guarantee 
against his shut-down losses and against repairs. Printers have discarded 
electric motors for gas engines, because they say the gas engines have a 
reliability which motors have not. 

“ Every defective electric motor is an argument for the sale of an engine in 
its place, and it is only so because the motor manufacturers have neglected, 
in their rush to keep up with commercial progress, to give to their insulation 
the same care and thought which the engine builders have given to their 
construction. The same process of elimination which keeps poor metal 
out of piston rods will keep poor insulation out of armature coils. But at 
present manufacturers will not seek such improvement until consulting 
and operating engineers insist upon it.”—C. E. Farrington, “Defective 
Machine Insulation.” A paper read before the Franklin Inst, at Philadelphia 
on March 12, 1903. 

“ Up to now, the electrical engineer has in most cases been left to himself 
to find the best insulating material for his particular purpose. All he could 
do was to pick out the most promising ones among those offered to him by 
the trade. But he is far from having the ideal materials for the different 
types of insulation, especially for high-tension work, which is greatly handi¬ 
capped by the lack of suitable insulating materials.”—Dr Max von Beckling- 
hausen, American Electro-Chemical Society, April 16, 1903. 

“ I had recently sent me by a large manufacturer of street railway motors, 
a piece of insulating material, for which he claimed very considerable virtues ; 
which had been the best insulation he had used so far, and which he had only 
abandoned on account of its very high price. On my testing a sample taken 
from a motor about a year old, I found that it had been originally a very good 
quality of canvas, covered, above all things in the world, with rubber. Of 
course, the rubber had totally gone to pieces, and was in the form of a black 
non-cohesive powder. Its insulating properties proved so poor, that on placing 
a drop of water on one side of it, in thirty seconds it came through on the 
other side. 

“ The trouble is that the insulating department of a company is generally 
put in charge of some young man of very little practical experience. He is 
generally a good and able man ; makes a lot of experiments which have been 
made over and over again by others, but not published ; thinks he has found 
some good things ; and after a year or so, when he begins to see how the 
machines brought in for repair look, and is really beginning to learn some¬ 
thing, is promoted to a better position, and the next man goes through the 
same thing. To again take an example, one of the most common things for 
beginner to do is to make up a gum varnish as an insulator. I know 
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winding and insulating procesnuH in tho largest, factorioH 

in England, America and Germany. 

In electrical machinery, the question of insulation is one of 
vital importance. We have ample evidence that present practice 
in this department generally reflects haphazard and individual 
opinions, rather than a thorough practical study of the require¬ 
ments in each case. 1 

personally at. leant ton oases of thin. Now, old hands know that a gum 
varnink in no good ; that it. orach.-* within a year, Unit it splits in cold weather, 
that it never makes a good j<»int, whim used in paper or cloth, and that 
its only virtue is that it looks pretty for a time. Vet I suppose Unit 
there are at the present time at least a dozen emnpanies using varnishes 
for insulation, at from 81'50 to $P00 per gallon, when pure Unrated oil, 
superior in entry reaper.!, ran he got for about CO cents per gallon.” 
Fessenden, u Insula! ion and Conduct ion,’' J*rm\ J m< r. hint, filer. fltuji’H., 
voh xv., I HUH, p. I5f>. 

41 We aAed our electrical friends for full details on the work an iiintJaling 
varnish had to do. The answer, signed by one, of the bed, known of the large 
const met ion concerns of a dozen years ago, is in my possession to day, and 
reads: ‘An insulating varnish must contain as little, water as possible and 
dry quickly. We cannot give yon further details, hut if you will make the 
varnish an above, staff'd, we will make, tint tests to see whether it has any 
insulating properties/ 

“ If Hitc,h an answer had been rendered on any other point concerning 
mechanical or electrical engineering, it would have been considered a glaring 
admission of ignorance, and no large, electric, company would have tolerated 
Hueh ignorance aft ei it had once exposed itself.” C. K. Farrington, ** Defective 
Machine Insulation. ‘ A |»;ijhw read before the Franklin Institute of 
Philadelphia on March li, lUU.'l, 

** In the. early development of electric lightiug and traction industry, large 
quantities of in.mlaf mg paint were denned ne< es siry, and a mixture of rubber 
and asphaltuin in carbon bi sulphide and naphtha solution was marketed in 
enormous (plant it ie*< by de\er advert idng. The chief quality of this mix tun' 
wa* it h sickening slouch, a-> by reason of ifo chemical defects if wan subject to 
changes in its character which made it ntferly unreliable. When electricians 
nought, a practical aibsiifufo fhey were confronted with the old formula of 
asphaltum, linseed oil, and tiirfH'iitifi*', a material whose durability has always 
been scoffed at by honest paint maker*, din-re wan nothing else,” -From a 
publication by the Ma^aeJiii-w-n j (Ihemb.d Co, 

1 u It is a faej that elect riml engineer * have neglected to use t he methods 
of applied ehembiry in fhC mod impoitaut item of their work. They have 
cheerfully gone on and on, jauntiiy igmuing well known chemical laws, ami 
trusting to the eh venter of tln-ir -ale^ departttirtiC to shift to buyers the 
responsibility for Ioshc* and annoyances, which might be wholly avoided 
were conscientious study made of the problem/' C, K» Farrington, Franklin 
Institute, March 12, H#0Z, 0 
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Some of the most important requisites for satisfactory insulating 
materials are 1 — 

I. High insulating quality. 

II. Toughness to withstand mechanical strains . 4 

III. Ability to withstand vibration. » 

IY. Flexibility and freedom from brittleness. 

Y. Longevity. 

VI. Ability to exclude moisture. 

VII. Ability to withstand hea£> • 

VIII. Ability to withstand the action of acids . 2 I 

IX. Adaptability to use in such forms and ways as to 
permit of a high “ space factor.” 

1 Dr Max von Recklinghausen (paper read before the American Electro- 
Chemical Society, April 1C, 1903) has classified the properties under which 
the different insulating materials have to he considered as follows:— 

“ I. Electrical properties :— 

A. Insulation resistance or conductivity, expressed in ohms per 

cubic centimetre. 

B. Disruptive or dielectric strength, measured by the high 

potential voltage necessary to puncture the material. 

C. Dielectric constant or specific inductive capacity, measured by 

the capacity in microfarads of a condenser having the 
particular material as dielectric separating the metal plates. 

(This property is less important than the ones mentioned 
under A and B.) 

“ II. Mechanical properties:— 

A. Strength and workability. (For solids.) 

B. Flexibility and workability. (For semi-solids.) 

C. Viscosity. (For liquids.) 

“ III. Chemical properties :— 

A. Combustibility. 

B. Property of resisting influence of moisture (hygroscopic quality), 

air, oil, acids, etc. 

j “ Desirable qualities are, mainly, good insulation resistance, high disruptive 
strength, fair mechanical properties, especially workability. , fi , 

{ “Undesirable qualities are, mainly, combustibility and changes in the 
e|ectrical and mechanical properties with rise of temperature or with age, 
akd, of course, high price! 

2 “At the very outset newly wound armatures show strong electrolytic 
action even when they have not been varnished. This is caused by the 
acids and moisture contained in the cotton covering of the wire. This action 
impregnates the cotton covering of the wire with salts of copper and destroys 
its insulation. By baking the armature in an oven this electrolytic action is 
arrested, unless more moisture be absorbed from the atmosphere. This 
•chemical action is much more apparent and more disastrous when it is set 
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As regards an expression for the insulating qualities, a great 
deal of indefiniteness exists. It was, in the earlier days, very 
general to express the insulation resistance in megohms, and to 
regard that substance as the best insulator which gave by measure¬ 
ment the highest ohmic insulation resistance. But while a sub¬ 
stance may have a high ohmic insulation resistance, it may never¬ 
theless often, one might say generally , be characterised by having 
a lower disruptive strength than a substance of far lower ohmic 
insulation resistance. There has been, and still is, considerable 
indefiniteness 1 as to what is meant by a substance’s ,c insulation.” 
The writers generally mean its “ disruptive strength.” 

up in an armature which has been treated with varnishes containing shellac, 
copal, kauri or Zanzibar gum, or linseed oil, for the simple reason that these 
materials are almost wholly composed of various ill-united resin and gummy 
acids. The union of these acids is easily broken down by electrolytic action 
and by oxidation, and when set free they will attack copper wire, causing an 
enormous drop of insulation resistance, whence also the green discoloration 
so frequently found in armature and field windings.”—From a publication of 
the Massachusetts Chemical Co. 

1 “A thing insulates because it is possessed of two distinct properties: first, 
the ability to stand the mechanical and electrical stresses due to the voltages 
used ; secondly, because it is such a poor conductor that but a negligibly 
small current can flow through it and leak away. In other words, it will 
neither allow the current to break through it nor steal through it. The first 
property is called by Maxwell the 4 dielectric strength ’ of the insulator, the 
, other property is called the ohmic resistance. The two together form its 
I insulating power.”— R. A. Fessenden, 44 Insulation and Conduction,” Proc. 
Am. Inst. Elec. Engrs., vol. xv. p. 119, 1898. 

44 Electrical insulation, or the prevention of electrical motion, is analogous to 
the mechanical operation of fixing bodies by ropes and beams to prevent 
their motion ; and, considering the materials which are used as insulators, it 
is very much as if we had only molasses or pitch to make our ropes and 
beams of. If we had only pitch to make ropes of, there would be two 
very distinct items of strength. If you wish to subject a pitch rope to a 
given stress, you would need to consider, first, at what rate the rope would 
|lengthen. This rate of lengthening multiplied by the stretching force would 
give the rate at which energy would be continuously dissipated in the 
.stretched rope. Second, whether the given stress would be sufficient to snap 
l the rope in two. 

44 We have thus a complete mechanical analogy of the two items of strength 
of insulators. In one case the insulator gives way continuously under the 
electrical stress, and in the other case it breaks to pieces.”—W. S. Franklin, 
Proc. Am. Inst. Elec. Engrs ., vol. xv., 1898, p. 152. 

44 These three totally different kinds of resistance have, I fear, been rather 
mixed up in the discussion this evening, and it is very important to dis- 
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What is wanted in electrical machinery is high disruptive 
strength, that is, great power of withstanding high voltages without 
sustaining injury or initiating deterioration, and modern specifica¬ 
tions and tests should aim at ensuring that a piece of completed 
apparatus shall be able to withstand under test the application of 
a voltage several times in excess of the highest voltage to which it 
[will ever be subjected in normal operation. There is here great 
need for precision of statement as to whether the test shall be 
applied hot or cold, for a long time or only for an instant, from 
i ,ny sort of a machine, and over any sort of a circuit and trans¬ 
forming apparatus, or from an alternating current circuit with 
specified wave shape and periodicity, and from apparatus of pre¬ 
scribed minimum capacity. 

It should be specified whether the voltage shall be continuous or 
alternating ; 1 if alternating, of what periodicity and wave shape, 


tinguish between them. For example, air has a very high specific resistance 
but not much dielectric strength ; glass lias a large dielectric strength, but 
not nearly as high a specific resistance as air; and paraffin wax lias a larger 
surface insulation than glass, but not as high a specific resistance as good 
glass/ 3 —Ayrton, Proc. Am. Inst. Elec. Engn., vol. xxi. p. 281. 

“It cannot be emphatically enough stated that the disruptive strength 
rather than the megohm resistance is generally the true measure of the 
usefulness of an insulating material. The apparent resistance in megohms in 
chiefly dependent upon the character of the surface available for leakage, and 
this varies from time to time according to conditions of dampness, etc. On 
the other hand, tests of the disruptive strength permit of forming very reliable 
conclusions with respect to the usefulness of a given insulating material.— 
Holitscher, E.T.Z., 1902, p. 170. 

1 The Compagnie de l 3 Industrie ilectrique et Mdcanique of Geneva 
recently made some tests on the disruptive voltages with continuous*current 
and alternating-current voltages, atid found for various materials a much 
greater disruptive strength in favour of the former than corresponds with the 
ratio of the maximum to the R.M.S. (root-mean-square, or effective) values 
of the alternating current. In an article by Steens, entitled “ Direct-Current 
Transmission at 70,000 ‘Volts,” published on p. 603 of the Electrical Review for 
Oct. 14,1904, some of these tests are described as follows:— 

“ A number of insulating substances were tested for perforation. First a 
sheet was tested with alternating current, with the following results:— 



^ >reSBlire - 
"*9,000 volts. 
11,000 „ 
9,000 „ 

9,000 „ 


Results. 

Spark passed. 
Strong brushes. 
Spark passed. 


33 


later 
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and whether the voltage ah all ho f,ho ijfh-iire volt.a^o, i.c. tho root- 
mean-nquaro (or It.M.K.) value, or the maximum volta^o. 

It in tho surprising uli.senen of details on Uiohu various points in 

“The naim* .dteet subjected to direct nunvnt gave tin* following renullH ; . 
120 ^ccri. 10,000 veilfa. 

020 „ 15,000 M 

120 „ 1H,(M)0 „ 

120 „ 21 i,(K}0 „ 

210 M 25,ooo „ Spark panned. 

“Thus this specimen, twin* pierced hy alternating current after, cm Urn 
average, two minuter application of 10,000 vt »Ita a.r,, win able to withstand 
during twelve minuted a mean prepare of more than bfyHHJ volts, and only 
gave way after flit*, application of 25,000 volt c d.c, for four minutes, After¬ 
wards a diee.t of white, marhle 20 mm, thick was tried. The specimen wan 
perforated afl«T 75 second/ application of 20,000 volt » a.e. A He.eond test 
led to pertoration after two minute* with 15,(Mt0 volt < a.e, 

u Perforation with direct current \v<n only accomplished after fifteen 
minuted application, at pressures from pytoo to toynm volte, the pressure 
being raided 5000 volts once every two minute-. Already weakened by the 
preceding experiment. with a.c. t tin* specimen showed light brushes from 
10,000 volt*, increasing up to -t f/jHHi volts, a critical point. Thin tent hIiowh 
very clearly, like flic former, how much hotter the herniating material h 
resist d,c. than a.c. pressures. All file ettb.dafioes afterwards tented gave 
analogous results. At perforation, flu* d.c, pressure-* required are always 
mure tlian double the, a.e. pressures, and when capacity plays an important 
part the difference is mure t# 

u (Hum i« very difficult to pier* ** with d c, Ordinary white, glass of 
0*3 mm. rm4nil 25,tK>n volts very w **11, and h only pierced w hen one. provokes 
an oscillating discharge by means of a rnnd«*ini»*r ; a sheet of window glass 
resists (10,000 volts d.c,, and probably mure *4 ili.^ 

No healing of the in mbttor wu* **U-»*r¥t*d in the eoniinuouoeurrent Utsts, 
and to thin is probably due in large nwiemie the great**i disrupt ive strength 
as compared with that observed with alternating nnrmif, ft would bn of 
interest to liave added teste with alternating mu rent* of widely different 
ptriwlie.itieH. 

The article, continues ; 

u dim flireet ctirri’iif is repru<ic}ii*fl w ith tin* «*a*r w ith ulikh it idrcfrolyses 
certain insulators, and gradually weaken- them by fomitug a metallic, bridge, 
which eventually completely fwnet rates and rte-itf**) s fheui. But practice 
long ago showed that this cannot take place unlr-- thcie h moisture, in the 

insulating material. Now, it i* not. iiere-oiiy to u ; *r m*h ?mbstaiieeH, for one 
has at hand material* of the qualify,-melt m ghio% porcelain, mica, etc,., 
which enable one to entirely exclude the po >*<>?§ lab h of i')«".truiyma. Thanks 
to the heat disengaged within them, dynamo, rfr f rapidly part with 

the slight moisture absorbed whilst at i*»-4 or in *!*«*»*, a fart which explains 
why electro! yds, a* te wadi known, i« not r^prfinired m nindt apparatus if 
they are kept reiniotiahly dry/ 3 
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the available reports of tests which tempt one to throw them all 
aside as worthless, and to start afresh. Nevertheless, the results 
of many in other respects elaborate and painstaking tests are avail¬ 
able, and we shall preface our remarks by a presentation of the 
mean results of a few of the most useful among these tests. The 



Fig. 1.—Curves of Disruptive Strength of Various Insulating Materials. 


difficulty of specifying the degree of absence of moisture in 
samples is frequently a cause of lack of uniformity in results, and 
there is only too often ample evidence that no suitable precautions 
to ensure the absence of more than the necessary minimum of 
moisture preceded the tests. Nevertheless, the results set forth 
in the groups of curves of fig. 1 serve to at least fix ideas as to 
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magnitudes. From these curves we see that samples built up to 
a thickness of 1 mm. suffice to withstand 5000 E.M.S. volts for a 
great variety of materials, and that for most of these materials 
1 mm. thickness suffices at normal temperature to withstand 7000 
RM.S. volts, and more. 

Nevertheless, it is in practice a matter requiring the greatest 
attention to detail, as well as care in the selection of materials, to 
build an armature with only 1 mm. total thickness of insulation 
from the copper conductors to the iron core, which will stand— 
say, for one minute at 20° Cent.—the application at, say, 50 cycles 1 
of 5000 RM.S. volts from copper to iron. Few manufacturers are 
able to adopt so high as the half of this value as a standard test 
for completed apparatus built with this insulation allowance. 
Unless one is prepared to devote to this feature of armature con¬ 
struction much more attention and expense than is customary, 
1 mm. thickness is too small an allowance for ensuring compli¬ 
ance with so rigid a test. 

Mere thickness, however, is of but little avail. Thus if, after 
much careful development, the end is attained of standardising a 
line of machines with but 1 mm. thickness of insulation, capable 
of withstanding in 95 per cent, of the machines going to test an 
initial break-down test of 5000 E.M.S. volts, it would not be at 
once practicable, without further development, to standardise a 
double thickness of this same insulation for apparatus requiring 
to withstand a 10,000 volt test. The circumstance that for many 
materials a doubled thickness will withstand much less than twice 
the voltage relates to a property of insulation which as yet is by 
no means understood. 2 But it may be illustrated by the curves 

1 The periodicity is generally of blit little influence when the test is of but 
one minute duration. But for long periods of application of the testing 
voltage, the heat developed in the insulation will in some eases also be 
dependent upon the periodicity employed. The influence of the periodicity 
is a troublesome question. Skinner has found a very considerable variation in 
the dielectric loss with varying frequency. This is discussed in Chapter II. 

2 “ A test for disruptive strength on small thicknesses proves nothing about 
a large thickness of the same material, because a diminishing dielectric 
strength with increasing thickness is apparently inherent in most insulators, 
unless we allow that the experimenters whose results are available have made 
errors of remarkable similarity. I think Professor Perry would ascribe part 
of the apparent extra strength of small thicknesses to the preponderance 
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of figs. 75, 77, 78 and 82, in which as abscissae are plotted the 
number of layers of certain materials and as ordinates are plotted 
the disruptive voltages per layer. Taking the case of untreated 
presspahn (fig. 75), it will be observed that one layer withstands 
on the average 2700 volts, two layers withstand but 2400 volts 
per layer, three stand 2250 volts per layer, four 2100 volts per 
layer, etc., the strength per layer rapidly decreasing. This is the 
more important since by testing several layers one would expect 
that the weak portions of one layer would be offset by the good 
portions of other layers, and that the average result per layer 
would thus be better the greater the number of layers. 1 This 
consideration undoubtedly comes in, and hence the phenomenon 
in virtue of which the strength per layer in the case of most 
materials decreases with an increasing number of layers must be 
even more marked than is indicated by the curves of figs. 75, 77, 
78 and 82. 

Different materials vary greatly in respect to this phenomenon, 
an d it is a matter not to be overlooked in the choice of materials 
and treatments. Thus so-called “express-paper 15 (see fig. 79), and 
also “empire-cloth 55 2 (see fig. 81), have nearly double as great 

of skin-resistance when the total resistance is small. The weakness of the 
larger thicknesses might also be partly ascribed to the fact that when the 
electrodes are no longer very large compared to the spark gap, the stress lines 
will no longer be uniform, and the potential gradient will at some part of 
the insulation be greater than is given by the total voltage divided by the 
total distance between electrodes. There is also the extra likelihood of 
impurities. 55 —O’Gorman, “Insulation on Cables, 55 Proc. Inst Elec. Engrs., 
vol. xxx., 1901, p. 620. 

1 This is occasionally the case ; thus in Fessenden’s paper on “ Insulation 
and Conduction” (Proc. Am. Inst. Elec . Engrs., vol. xv. p. 144) is found the 
following paragraph:— 

“A condenser so made, if perfectly pure cellulose is used (perfectly pure 
paper is used in practice), and with pure paraffin, will stand 250 volts per 
thousandth of an inch when the dielectric is less than *01 inch, and at a higher 
rate for greater thicknesses when the effect of small defects in one sheet of 
paper is not so serious.” 

2 “‘Empire cloth 5 and‘express paper, 5 being flexible, are capable of being 
tightly compressed together so as to nearly exclude the air between layers. 
This film of air produces irregularities in the rate of fall of the potential 
through the dielectric, and the more completely this is excluded, the greater 
uniformity there will be in the results.”—Harold D. Symons. (Paper read 
before the Students 5 Section of the Inst. Elec. Engrs., April 27,1904.) 
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strength with two layers as with one, nearly triple with three, etc. 
But it does not suffice that the untreated material shall have 
this good property. In modern methods this material is often 
merely a sort of skeleton fabric, providing the framework for hold¬ 
ing the film of insulating material such as oil or varnish. The 
skeleton framework must be extremely smooth and even, since 
projections from the surface—such as fuzz, threads, fibre or dust— 
break up the uniformity of the film's thickness. Hence cloth 
should be singed and ironed before the film of oil or varnish is 
applied. 

In fig. 73 are plotted the results of tests of presspahn 
and horn fibre, boiled in linseed oil. In these cases a double 
number of layers does not stand nearly doubled voltage, although, 
as compared with the untreated materials, a great improve¬ 
ment in the actual disruptive strength has occurred. It is 
the more important that the extent of this effect of increasing 
thickness should be known, since the general and necessary 
practice of employing a considerably less specific thickness (i.e. 
thickness per volt) for higher voltage machines would lead to 
the reverse conclusion. On page 4 of vol. i. of Traction and 
Transmission Mr Parshall states:—“ In armatures an approxi¬ 
mate rule is that the insulation for a 500-volt armature should 
be approximately 0*05 inches (1*27 mm.) in thicdcness, the 
thickness for other voltages increasing approximately as the 
square root of the voltage." From this rule he derives the 
following table:— 


Table I.—Thickness of Slot Insulation foe Various Voltages. 



Thickness of Slot 

Volts per mm. 

Normal Voltage of Armature. 

~ ~ ... . 

Insulation, 

millimetres. 

Thickness of Slot 
Insulation. 

500 volts. 

T27 

304 

1,000 „ 

1*80 

555 

2,000 „ 

2-54 

785 

4,000 „ 

* 3*60 

1,110 

10,000 „ 

5*70 

1,760 


These insulation allowances would, however, not offer by any 
means the same factor of safety, for whereas in the case of 500- 
volt armatures it is common practice to require high tension tests 
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with a R.M.S. alternating current of from 5 to 8 times the rated 
voltage of the armature, 10,000-volt armatures are often passed 
after testing with but T5 to 2*0 times 1 the normal voltage. 

Better material is employed in the slot insulation in the case of 
10,000-volt armatures, and greater care is used at every step of 
the work. Were the same material and the same care used as 
with the 500-volt armatures, and were the puncturing voltage per 
mm. independent of the thickness, then a factor of safety one- 
third as great would, for the 10,000-volt armatures, require a slot 
thickness of 

10,000 l 

~500 x y x 1>2 7 = mm * 


Hence, from Mr ParshalTs figure of 5*7 mm. thickness, as suit¬ 
able for 10,000-volt armatures, one could, on these assump¬ 


tions, make the rough estimate that 50 per cent. 


8-5 x 1-00 

. """5*7 



represents the increased care exercised in choice and treatment of 
insulating materials for 10,000-volt armatures as compared with 
500-volt armatures, and this would appear to generally be the 


case. 


The writers have very good reason to believe that even the most 
progressive manufacturing firms are still comparatively uninformed 
in these matters. Probably nothing short of the most laborious, 
exhaustive and painstaking investigations 2 on a large number of 


1 Some firms take as the standard for high voltage induction motors an 
insulation test at a voltage 5 per cent, in excess of double the rated voltage of 
the motor ; but such a test is in general not sufficiently severe to ensure freedom 
from break-downs in subsequent operation. 

2 “The materials must be tested under all the conditions occurring in 
practice; when cold and dry and also at as high as 100° Cent., a tempera¬ 
ture frequently occurring in electrical machinery. They must also be tested 
when exposed to moisture. Tests between pointed electrodes should not be 
made, as the results are only of local significance. Circular plates should be 
used for electrodes, and they should have a surface of 10 sq. mm. Larger 
electrodes would only afford needless opportunity for leakage from the edges. 

“ Conclusions should only be drawn from tests on a large number of samples ; 
and while the lowest values obtained are indications of the maximum strength 
on which one can rely, the variations amongst the individual results are a 
criterion of the uniformity of the material/—Holitscher, E.T.Z., 1902, 
p. 170. 

“ The tests were usually made by placing the material between metal plates, 
which were connected to the terminals of a high potential transformer. The 
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materials, when raw and also when treated with varinun varnishes 
and subjected to various processes, can put the matter <m a more 
satisfactory basis. Moreover, the tests should ho, made on a con¬ 
siderable ran^e of thicknesses and nmnherH of layers, and at different 
temperatures. Ageing should not he overlooked, nor the hygroscopic, 
and other properties of the materials and then impregnations. 

Experience has shown that the size of the electrodes between 
which the materials are tested should always remain constant in 
order to obtain consistent results, and the mechanical pressure 
applied should also he, the same in all comparative tests. 

A device sketched in fig. 2 affords a simple means lor making 
such tests. 

The terminal disc's have automat icully adjustable Hurfac.es, as the 
shanks fit loosely in tubes, and if necessary they may be replaced by 
other sized electrodes should occasion require; hut discs of 25 mm 
diameter, and with the edges well rounded, so Unit the bearing 
surfaces are of about 15 mm. diameter, answer the purpose*, for 
almost all comparative tents required in praef iee. The mechanical 
pressure may Ik? adjusted by regulating the tension of the spring. 

Every ultimate* result should preferably be derived from an 
average of several samples, 1 bemuse of the extreme variableness 

platan innpkyol for Huh purpoo* should always lino* writ mumlcd rdgwi, in 
prevent the undue Aram whwh ncrtir* at d*arj» mriteen The d/,e 0 f f| M . platen 
varied in different teat*, hut tin* wont .jiisTrmrr n* nit - were obtained with 
platen approximately B in. in diameter, wh.ee edge;, rounded m a radius 
of ahouf lh in.” Skinner, “ Kwrgy Loo in (Tinmemu! fiiMtlaliug Material 
when fiuhjeded to High Potent ml f ” Tran*. Jm t Imi, EUr. A>mi, v„l x ix 

HK) 2 , p. mm. * ** 

1 “ lint a.’tion of ordinary eouimenial in «u hit tug mafenal undet high 
potential KtreRMH UMiallv un eirafir f ihuiih to wimmwl mg infbmnreM, imrh an 
temiH*ratuie, moi,.fmv f v.'iitilatioii, H... that a rnn*id.-rah|. numher of ohm-rvii 
tioimare usually ueremry in older to i»*a. It any at? la m*> om.-ln u'oim. For 
thw vmmm the Mpriftr tent * whirl* are gum in fin * p;q-r jiiv intended to diow 
chametcuirtieiiiid not qiianf iutiie mod?,, and air, fie ,ef„rc, not. to he Uikvn 
for other materia!*, nr even for other ^mph* * *,f ihr -ani.* mat-uml. Individual 
UiHk arc of little value except an flew In ti» a mu!— the eonditioim 

surrounding them are known m the iiiiuiile.if detail" Skinner, “ Ktiergy 
pxiH in (•'nninii'iTwl In*nl;i!iii|,< M.-iIhi.jI »Jwn i,, 11 

Irruu. Am. Ind. b)U<. Emjrn., vul. \n,, V.Hi’2, |n (>, 

“ . . . . Mortof m ! tii Vi, i«'H t l«iin-I in til.- I't-niii. n.ifMtv «.f Invuk -ir.wn 

tots . . , - “Th„| > i, r ,ij ltI v,' Hift ngil, „f it,.,nit,ling M,Ui-rmlH,” 
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of even the most uniform of insulating materials. In conducting 
such tests, it should be kept in mind that continuous application 
of the voltage will often break down samples which will resist the 
same strain when applied for but a short interval. Tt is also of 



Fig. 2.— Frame for holding Samples in testing their Disruptive Strength. 


special importance that the material should have been thoroughly 
dried prior to testing, and preserved from access of moisture during 
the tests. Some materials, however, which would be permanently 
affected by high temperatures, should preferably be dried in a 
vacuum oven for a long time at a more moderate temperature. It 
is n very important that every detail regarding the conditions to 
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which the material has been subjected not only during, hut prior 
to the tent, should he recorded. 

A method of testing insulating materials, which haw yielded very 
satisfactory results, lias been described on p. 48 of Mcvlrie 
Generators. The* apparatus, as thorn described, is very crude, hut 
contains the essentials which should he embodied in insulating 
testing sets for the purposes discussed. In the same treatise are 
also described several series of tests made with this apparatus. 
The materials tested were miea canvas, mica long-cloth, h hoi lac'd 
paper, and red rope paper. The three former are now no longer 
used to any extent, having been replueed by more suitable 
materials. Red rope* paper is still widely employed in eleetrieal 
apparatus, and the description of the tests and results on this 
material will he repeated here as an illustration of the elaborate 
care necessary in obtaining any approach to a useful cpiantitative 
knowledge of the properties of a single insulating material. The 
paper tested averaged O’ 148 mm. in thickness, and eneh sample 
tested comprised four layers. This brought the disruptive voltage 
within the range of the voltmeter employed, and also tended to 
produce more uniform results through tint decreased probability 
of the superposition of weak places or flaws. 1 HO such 4-layer 
samples were prepared, and were baked for at least twenty-four 
hours at (HT Cent, prior to being subjected to the insulation test. 
The method of test consisted in arranging five samples hid,ween live 
separate testing clips, and nil connected in parallel to a suitable 
source. The voltage was rained step by step, and at each step the 
number of unpunctured samples was noted, For each tent curried 
out (i.e, for eaeh duration of application of the voltage for a given 
temperature) four sets of live samples each were broken down. 
1 hus the 180 samples sufficed for the nine groups of tents, the 
results of which are brought together in Table II. These corre¬ 
sponded to three different tmnpemtures f\ s f#0 (and 100’ <!.), 
and to three intervals of application of the voltage (u seconds, 10 
minutes, and 80 minutes). 
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Table I1.—Insulation Tests on Bed Eope Paper (Pour Sheets). 
Temperature, 25° Cent. 


i n 

Duration, 5 Seconds. || Duration, 10 Minutes |! Duration, SO Minutes. 


Effective 

Voltaic 
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__ 
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! ! 

— 
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1 

— 


— 



Impressed. 

NunUier of 

Samples (>.K. 

Number of Samples O.K. ' 

Number of Samples O.K. 

2500 

5 

5 

5 

5 

Percent, i 
100 ' 

5 

5 

5 

5 

Per cent.'] 
100 : 

5 

5 

5 

5 

Per cent, 

1O0 

3000 ■ 

5 

5 

5 

5 
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5 

5 

5 

5 
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5 

4 

5 

5 
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3 

4 

5 

1 
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0 
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0 
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0 
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Temperature, 60 ° Cent. 


250 > 

5 

5 

5 

5 , 
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5 

5 

5 , 

5 

100 

5 

5 

5 

5 

100 

3000 

' 5 

5 

5 

4 ! 
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5 

5 

5 

5 
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1 ^ 

2 

2 

5 

65 
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0 

1 

2 

1 

20 

3 

1 

1 

0 
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1 
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0 

0 
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0 

0 

1 0 

0 

0 

0 
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Temperature, 100° 

Cent. 
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3 
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45 
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3 

2 

3 
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1 

0 

0 

0 

5 

0 

1 

0 
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5 
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0 

0 

0 

0 

0 

0 

0 

0 

0 

I) 

0 

0 

0 
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0 
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0 
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0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

0 

5060 j 

0 
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0 

0 

0 

0 

0 

o ! 

i 

0 

0 

' 0 

0 

l) 

0 


The results set forth in Table II. are plotted in the curves in 

figs. 3 to 8. 

The results show that four 0148 mm. sheets withstood for all 
these conditions a root-mean-sqnare pressure of 2500 volts, or 4200 
E.M.S. volts per millimetre for this thickness. As actually finally 
employed in finished electrical apparatus, this material could not 
be relied upon to stand a break-down test of much over half this 
voltage. The curves show, however, that red rope paper has a 
very uniform break-down strength, and that this is comparatively 
independent of the temperature and of the duration of application. 
Other tests showed it to have the property of having a break-down 
strength closely proportional to the nnniher of sheets employed. 
This is further confirmed by the test results plotted in fig. 77. 
vThis, as we have seen, is rather an exceptional property, and 
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appears to be also inherent to red rope paper when it is used as a 
carrier for insulating impregnations, as is shown by the upper curve 
of fig. 77, which relates to oiled red rope paper. lied rope paper 
is of a fibrous nature, is mechanically strong, and runs very uniform 
in thickness, this latter being a by no means unimportant feature 
in practice. 

It is thought that the detailed description of these tests on red 



rope paper well illustrates the fact that an intelligent use of any 
insulating material is only possible when results, based on organised 
and comprehensive tests, are available. Not only should many 
other materials be thus exhaustively tested, hut other thicknesses 
of reel rope paper, as well as red rope paper impregnated with 
various other materials. 

Entreated fabrics and papers generally show a much greater 

independence of the number of layers tested, so far as relates to th<> 
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disruptive strength per layer, than is shown by these same cloths 
and fabrics when impregnated with linseed oil or other insulating 
varnishes. The impregnation generally increases the disruptive 
strength per layer, but at the same time renders this value much 
more dependent upon the number of layers tested. 1 In the case 



Fig. 10.—Small Testing Transformer of the General Electric Co. of 
Schenectady, U.S.A. 


of oiled as compared with untreated presspalm, we encounter an 
interesting result. While the oiled presspahn is seen from 
fig. 75 to have a higher disruptive strength jper layer , the thickness 
has so increased by soaking it in oil, that when the results are 

1 Various explanations have been suggested for the tendency toward decreased 
disruptive strength per millimetre for increasing thickness. One relates to 
the general non-homogeneity of the material owing to the decreasing saturation 
by the impregnating varnish as the inner strata are approached. In some 
cases it may be attributed to the poor thermal conductivity of the material, 
;which heats up locally to a greater extent the greater the thickness. 
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replotted, as in fig. 76, in terms of the disruptive strength per 
mm. of total thickness, the untreated presspahn is found to 
have the higher disruptive strength per mm. for all thicknesses 
above 0*7 mm. 

The Stanley Electric Manufacturing Co. and other concerns 
have built very useful testing sets for insulation measurements. 
Fig. 9 shows diagrammatieally the arrangement of the connections. 
The three transformers A, Al, A2 are interposed between the 
supply line and the three groups of special step-up transformers. 
Such a transformer is shown removed from the case, and again, 



Fig. 11. —Adjustable Spark Gap. 


when assembled, in fig. 10. This transformer is built for such 
purposes by the General Electric Co. of Schenectady, U.S.A. 
The twelve step-up transformers are carefully installed on wooden 
blocks and high-voltage insulators. By this arrangement we 
have the advantage that between points having a difference of 
potential exceeding 40,000 volts there intervenes the insulation 
of four transformers which have been individually subjected to 
thorough and severe tests. The test leads may be attached to any 
of the contact posts, thus providing an adjustment of steps of 
10,000 volts, from 10,000 to 120,000 volts. Intermediate variations 
may be effected by a rheostat in the low-tension circuit. Although 
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the flexible test leads are not to be handled when they are alive, 
they should, nevertheless, be highly insulated. Before making 
adjustments the main switch should be open. 

The adjustable spark gap which is shown in fig. 11 is used for the 
determination of the voltage, and the curve in fig. 12 gives the 
voltage corresponding to different spark lengths. The spark gap is 
designed to withstand a very high pressure. The base is of the 



best quality hard rubber, and measures some 450 mm. x 120 mm., 
and is some 20 mm. thick. Extra insulation is provided by the four 
corner supports. The hard rubber posts carrying the adjustable 
terminals are fluted in order to increase the resistance to surface 
leakage. As alternative to such an arrangement of apparatus, a 
single high-voltage transformer is often employed. Although this 
must be very large and expensive for its output, it is generally to 
he preferred on the score of simplicity. Such a transformer, as 
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built by the General Electric Co. of Schenectady, U.S.A., is shown 
in fig. 13. 

On the Continent, where safeguards are more rigidly enforced, 
a testing room is provided, to which all apparatus to be tested 
must be transported. Here the switches cannot be closed while the 
door is open, as the switch and door are interlocking. The danger 



Fig. 13.—Large Testing Transformer of the General Electric Co. 
of Schenectady, U.S.A. 

to life is thus reduced to a minimum. The transformer may 
be of the solenoid type, with a Kelvin electrostatic voltmeter 
in parallel. Such an arrangement is shown diagrammatically in 
fig. 14 Transportable transformers with resistances and with 
flexible leads which are tapped into the alternating current circuit 
at convenient places about the shop are largely used in this country. 
They ought never to be handled by inexperienced help, and should 
be inspected from time to time to see that the insulation of the 
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Holitse.hor ’ K.T.Z., H>02, p. 170) has dose ri bod a Uionnostat 
designed by Kohler for testing .samples at various temperatures. 
This is illustrated in fig. 10. The high potential testing wires are 
brought in through the insulating bushings KS at the two sides. 
The thermostat is provided with a regulating apparatus, which 
permits of maintaining the temperature constant, within 3° Gent, 
above and below the desired temperature.. The burners B B heat 
the air entering the surrounding compartment, after passing 
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through which the air mnqmn at (I, Tim thermometer in inserted 
at T, the hushing Whng of unbent oh. The steel tube If, filled with 
air, servos an regulator, iu virtue of the capillary steel tube K com- 
imuiieating from It to the gag regulator Ih M by way of a tbuhapod 
tube, containing mercury Q, The gag enters the regulator at// and 
leaves at a. Should tint tent jasmin re leeome too high, tint heated 
air in R expands and presses on the mermn, which clones the 
auxiliary gas inlet V and dmmmmm I lie flame. When the tem¬ 
perature heroines too low the mercury falls and the flame 
increases. The path y II a prevents the complete extinction of 
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the flame. By suitable adjustment of H the required temperature 
is obtained. 

A closer study of such properties as specific inductive capacity 
has led to the explanation of some singular phenomena. F'essen- 



Fig. 16. —Kohler’s Thermostat for Testing the Insulation of Samples 
at Various Temperatures. 


den 1 describes an experiment with two plates (B and E of fig. 17), 
1 cm. apart, attached to the terminals of a 10,000-volt alternating 
current dynamo. “Suppose the dielectric air to withstand 50 per 
cent, more than this pressure. Introduce two plates of glass (C 

1 Trans. Am. Inst. Elect. Engrs ., vol. xv., 1898, p. 140. 
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and D) with a specific inductive capacity eight times greater than 
air, each plate being \ cm. in thickness. Since the voltage divides 
itself up inversely to the capacitance, we shall now have 8890 
volts between C and D. This being at a rate of 17,800 volts 
per cm., and as it only supports 15,000 volts, we shall get a spark 
between C and D with every reversal of the voltage, which will 
quickly heat the glass and make it conduct. The full potential of 
10,000 will then be between C and D, and a regular arc will form. 
Thus we see that the introduction of a good insulator will, in all 
cases where an intermittent or alternating voltage is used, have 
the paradoxical effect of weakening the insulation, unless the whole 
space is filled up with the material. This weakening is not gene¬ 



rally apparent at once, as the spark takes some time to eat its way 
back, and this explains why many induction coils only last for a 
few years of operation.” 

O’Gorman 1 has also described this influence of non-homogeneity 
of the dielectric:—“The reason for objecting to bubbles is not 
usually appreciated; not only does the possibility of a single bubble 

1 “ Insulation on Cables,” Troc. Inst. Elec. E?igrs., vol. xxx., 1901, p. 021. 
Although O’Gorman ascribes this experiment to Fessenden, it has been thought 
well to give it again in the former’s own words, as a sound understanding of 
such phenomena will be more than ever essential with the rapidly-increasing 
refinements required in the application of insulating materials. O’Gorman, in 
the paper from which the above extract has been made, shows the bearings of 
these phenomena upon the “grading” of cables, by means of which great 
economies may be effected. Similar considerations should also be taken into 
account in the manufacture of dynamo-electric machinery, although the 
occasions arising for employing this particular plan will be far less frequent 
than in cable manufacturing. 
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increase the thickness of the dielectric throughout, and thus add to 
the cost of the cable, but even the increased thickness is not as 
effective as the thinner dielectric if the insulator were continuous.” 

“ This inefficiency of the thicker material (unless the increased 
thickness is equal to the diameter of the bubble) is shown by an 
experiment which is perhaps not as well known as it deserves to 
be. If we arrange two conductors A C (fig. 18), at such a distance 
apart that the air is just able to withstand for an indefinite time, 
say, 10,000 volts maintained by a transformer, and then introduce 
between them two strips DB (fig. 18a) of glass or ebonite, the in¬ 
sulation breaks down, although the glass is a more volt-resisting 
substance than an equal thickness of air. This experiment was 
shown by Tesla, and was taken by him to show that ebonite was a 
less resisting substance than commonly supposed. The explanation, 
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Fig. 18. Fio. 18a. 

O’Gorman’s Illustration of Fessenden’s Experiment. 


however, is very different and quite simple ; the rate of fall of volts 
per centimetre of air is the highest the air can withstand; as glass has 
a higher specific capacity, the potential gradient in the glass is less 
steep than in the air, and the consequent increased steepness in 
D B punctures the air; and the heated glass thereupon soon gets 
hot and gives way under the alternating potentials. This experi¬ 
ment leads up to the idea of uniformity of texture in all classes 
of insulating materials which are built up in successively thin 
layers, especially when the layers, as in paper cables, may not be 
closely compacted together for fear of losing flexibility, or when 
the layers, as in rubber cables, have (to economise the more 
expensive insulators or to separate the copper from sulphur) to be 
composed of dissimilar compounds. With our present methods of 
manufacture it would seem that security is got in the one case by 
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seeing that the impregnating oil has approximately the same 
specific capacity as the paper fibre, and avoiding crumpled paper— 
not a difficult matter; and in the other by avoiding too great a 
difference between the compositions of the coats/’ 1 

1 “ Particles of liiglier specific inductive capacity in a matrix of lower 
specific inductive capacity tend to set themselves in the plane of highest 
potential slope. 55 — “ Insulation and Insulators, 55 Harold D. Symons. 
(Paper read before' the Students’ Section of the Institution of Electrical 
Engineers, April 27, 1904.) 

This explains why inequalities produce faults in the dielectric, and shows 
how necessary it is to have a dielectric homogeneous throughout with regard 
to its specific inductive capacity, in order to obtain high puncture resistance. 




CHAPTER II 

SOME PROPERTIES OF INSULATING MATERIALS 

The widely divergent results obtained by different investigators 
for the insulation strength of different materials are due to a 
number of reasons. 

I. Influence of Moisture. —Even by taking great care in the 
preparation of the samples to be tested, it is difficult to remove all 
traces of moisture. It is, moreover, a question in how far materials 
should be dried out for testing, for this may lead to a greater 
sacrifice of their mechanical suppleness than is consistent with the 
use for which they are intended. But between the limits of drying 
the samples as completely as is practicable by the combined use of 
a vacuum and heat, and leaving them in their natural state, it is 
difficult to find an intermediate basis for reference. 1 

The enormous extent of the influence of moisture may be seen 
from fig. 19, 2 which shows, for the case of a sample of plain cotton 
duck, 0*38 mm. thick, the initial improvement in insulation (as 
measured in megohms) due to the expulsion of moisture on 
increasing the temperature, and also the subsequent true deteriora¬ 
tion of the insulation at still higher temperatures. If, instead of 

1 Holitscher ( E.T.Z ., 1902, p. 170) makes the following tests of insulating 
materials to compare their hygroscopic propertiesThe sample is hung for 
five hours 50 cms. above the water-level of boiling water. It is then dried 
between blotting paper, and then subjected to a disruptive test. Samples 
measuring 10 cms. x 10 cms. are also weighed before and after the above process, 
and the percentage increase in weight is recorded. An additional test consists 
in noting the increase in weight after immersion in water at 20° Gent, for 

^-pne hour. 

2 Taken from a paper entitled “ Effect of Temperature on Insulating 
Materials,” contributed by Sever, Monell, and Perry to the Trans Am. Inst. 
Elec. Engrs ., vol. xiii. (1896), p. 227. ' 
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measuring the insulation resistance in megohms, the disruptive 
strength in effective (IiM.S.) volts had been tested, the results 
would not have followed any such curve as that shown in fig. 19. 

Another instance of the influence of drying is shown in the 
curves of fig. 20. In this case the disruptive strength was 
measured. 


Perrine 1 has pointed out that even in the driest of climates 



Fig. 19. —Curve showing effect of Influence of Moistures and of Temperature on the 
Ohmic Insulation Resistance of Plain Cotton Duck. 


thoroughly dried wood will in two days absorb some 15 per cent, 
or more of its own weight in moisture, and that not less than 5 
per cent, of the weight of the best compressed paper made to-day 
is water in dry air, and that it does not need exposure to moist 
air to acquire so high a percentage of moisture. 

On the same occasion Mr Steinmetz contributed the following 
valuable comments:— 

“There are three distinctly different phenomena taking place in 
1 Trans. Am. Inst. Elec. Engrs vol. xiv. (1897), p. 265. 
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tho insulating material, The one is the changing of resistance of 
the insulating malarial proper with temperature; the second is tho 
effect of the moisture retained by the insulating material; and tho 
third is tho chemical disintegration taking place. I may say that 
tho separation of these, three phenomena would he very desirable. 
A further consideration, representing a resistance increasing with 
tho temperature, not linear hut rather erratic, superimposed upon 
tho conductivity of the insulating material proper, is the con¬ 
ductivity due to the moisture included by the material* ami this, 



Fro. 20.— Curvo* allowing tin* Inlluaise** firnt of Drying nnd than of Mtbsequnntiy 
Varnishing, on ilia Disruptive Strength of Fuller Board, 

as before said, is entirely erratic*,, depending absolutely on the 
atmospheric conditions, and the chance of the moisture to be 
absorbed or to escape. Furthermore, there is a chemical dis¬ 
integration taking place which changes the material, and which 
depends again on temperature and on time/" 

“I will draw attention to one feature which may very easily 
cause misunderstanding, namely, the effect of chemical disintegra- 
| tion in lowering the insulation resistance, and the effect of moisture 
in lowering it. There is an enormous difference in their practical 
bearing. Moisture, while reducing the insulation resistance, is. 
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within a reasonable range, perfectly harmless. it in UKnh-.HK to 
exclude it, because uk h<hiu an the electric machines come into 
operation they will absorb moisture again just the same.” 

“Thus the only object of expelling moisture by baking is to pet. 

a sufficiently high number of megohms insulation resistance, to 
fulfil some antiquated set of .specifications." 

« 1 am glad to state that more and mom consul tine electrical 
engineers come hack from this question of the megohms insulation 
resistance as a guarantee of the safety of insulation of the machine, 
and instead of it, specify the voltage at which the insulation should 
not he punetured. If the insulation is fibre and is very bad it 
will he punctured at low voltage, and still, after baking, .show an 
enormous insulation resistance, while a very good insulation, after 
long exposure to damp air as in a turbine station limy he of 
relatively low insulating resistance, and nevertheless far superior 
to the infinite number of megohms which break down by dis 
integration or ptinefme at low voltage. Fortunately, now you 
very seldom find an elect,rial engineer sufficiently behind the 
times to request a large number of megohms. If this in the 
case, he gets it by baking the apparatus; otherwise baking goes 
more and more out of use, and its place is taken by (he high 
voltage or puncturing test.” 

“ Obviously moisture, while, fairly harmless while in nmnlJ 
amount, must not he excessive that, is, the armature must not 
be dripping with moisture, which nevertheless hapjietin oeeu 
sionally, when machinery shuts down evenings, and the dew 
accumulates on it overnight. Kveu then it usually does no 
harm. Ho you see you must distinguish between the low 
insulating resistance due to moisture and that due to imperfect 
material or chemical disintegration.’’ 1 

II. Influence of Shape of Electrodes and Shape of 
Samples upon the Test Results.- The intlm-nee of the shape 

1 The authors are eniphaf [rally of I hr opinion flint \\ hil*- flirt* j. mmU 

truth in Mr Bteinmetz’ remarks on thi t nrruuoti, tlmi uuglit |**rpl i«< 

belittle the great advantages obtainable by dmng, aiel *- iprrulh by the m ■** 
of vacuum owns in the construct tun of fjyumiii* t*l**rhie tmt? Ijtti*’ti, 

2 The insulation of a cable between r.otin-ittite rnwliietora nr umlei tip* l. 
differs greatly from that of the hlalm of tin* hnUdfiuirr, t*» whirl* 

always so happy to apply high voltage* S*y uieiiua of n couple nf httmt liulb, #n 
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of the electrodes has frequently been investigated. The most 
striking recent contribution on this point is contained in an 
article by Dr Walter on p. 874 of the Elcktvotechnische 
Zeitschrtft for October 6, 1904, entitled “ Ueber das elektrische 
Durchschlagsgesetz fur atmospharische Luft.” In the course 
of this investigation, in which an induction coil was employed, 
Dr Walter observed that when as electrodes there were used, 
on the one hand a point, and on the other a large plate, 
the sparking distance with the point positive was some 20 
cms. as against only 4 cms. when the point was negative. 
The variation of the disruptive strength of materials with the 
shape of the electrodes could well form the subject of an elaborate 
systematic investigation, as, in spite of the chance observations of 

plates. The brass hall test is worthless. 55 —O’Gorman, “ Insulation on Cables, 55 
Proc. Inst. Elec. Engrs ., vol. xxx. (1901), p. 620. 

“ A single strip of pure dry manilla paper, weighing 70 grammes per square 
metre, and about 0*004 inches (0*1 millimetres) thick, will resist 1000 volts 
max. (for weeks, and I think indefinitely) when tightly wrapped on a length 
of small wire and tightly lead-covered : four such papers impregnated with 
rosin and rosin oil will sometimes resist as much as 12,000 volts alternating on 
a length of cable ; and yet twenty such papers, making a thickness of 0*08 
inch (2 mm.), cannot by any means be expected to withstand 50,000 volts on 
long lengths, though on a yard length of 7/16, say, they frequently will. A 
suggested reason for the superior strength of the short piece is that in a 100-yard 
length the probability of a streak of dirt or moisture, or of metallic particles, 
or of the oil having been crushed out of the paper in bending the cable, or of 
a bubble, or of vacuous space, or of an irregularity in the dielectric capacity, 
is one hundred times greater than in the 1-yard length. Indeed, except to 
verify the mechanical effect of severe bending, any high pressure test on a 
short length of cable proves nothing whatever about the bulk. 55 —-O'Gorman, * 
“ Insulation on Cables, 55 Proc. List. Elec. Engrs., vol. xxx. (1901), p. 620. • 

“ Dr Bauds deductions are open to question wlien be deals with tests made 
between curved electrodes as in a cable, and proceeds to claim that tests taken 
on impregnated calico between glane electrodes follow the same law so exactly 
that the curves may be superposed. In the paper to which Dr Baur alludes, 

I dealt a good deal with the effect of curvature, quoting Swinburne and others 
to show how the stress would be increased when the curvature was small, and 
giving a logarithmic formula which may be expected to deal with it. Indeed, 
Mr Russell pointed out in the discussion on Mr Siemens’s paper, that, unlike 
Mr Siemens, he had found a very great difference in sparking distances with 
differently sliax^ed electrodes, so I can only conclude that the identity between 
the tests taken on cables and those between flat electrodes alluded to by Dr 
Baur is accidental, and proves little. 55 —O’Gorman, “ The Disruptive Strength 
of Insulating Materials, 55 Electrician , September 20, 1901. 
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various experimenters, which have shown that the variations due 
to these causes are enormous, no satisfactory series of really 
complete investigations is yet available. 



Disruptive Strength of Air between a Point and a Plate, with Continuous-Current 
and with Alternating-Current Voltages. 


The Compagnie de Tlndustrie liClectrique et M^canique of 
Geneva has recently made some very interesting investigations 



Sparking Distance iwMiHimeters 

Fig. 20b. —Compagnie de l’lndustrie ilectrique et M4caniqne’s Curves for the 
Disruptive Strength of Air between a Plate and a Ball, with Continuous- 
Current and jBith Alternating-Current Voltages. 

on the disruptive strength of air with variously shaped electrodes 
and with continuous-current as well as alternating-current 
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voltages. In the accompanying curves, the figures for the voltage, 
when alternating, refer to the RM.S. voltage. The alternator 
had six poles and was of the smooth-core rotating-armature 
type, with twelve coils bound on the surface, and running at 
1000 r.p.m. gave a periodicity of 50 cycles per second. The 
voltage curve had a flattened wave form, the maximum voltage 
corresponding to a given sparking distance being stated to have 
had but 1*26 times the values of the RM.S. voltage given in the 
curves. The results are plotted in the curves of figs. 20a, 20b, 20c. 
The Compagnie de lTndustrie filectrique et Mdcanique does not 
state the results obtained between pairs of pointed electrodes, 
merely mentioning that they were so variable as to be 
valueless. 

The mean ratios of the continuous-current to the alternating- 
current sparking distances are given in Table 11 a. 


Table IIa.—Ratio of Sparking Distances in Am for Continuous- 
Current and 50 -Cycle Alternating-Current Voltages and for 
Various Shapes of Electrodes. 



At 30,000 Volts. 

At 60,000 Volts. ! 

1 

Ball and ball. 

re 

2*5 

Plate and ball ..... 

2-4 

1*9 

Point and ball. 

2*2 

1*5 

The balls had a diameter of 20 mm. 


III. Influence of Method of Testing. —This leads us to 
the second consideration, namely, that substances having a high 
insulation resistance as measured in megohms, are often of low 
insulation strength as measured by the disruptive voltage. The 
disruptive voltage is generally much the more important property 
in commercial work, and insulation tests nowadays much more 
generally relate to it than to the insulation resistances measured 
in megohms. (See also Steinmetz’ remarks on p. 31.) 

IV. The Influence of Temperature. —It has been shown by 
fig. 19 that the improvement in insulation sometimes appearing 
to take place at increased temperatures, is really due to the 
accompanying expulsion of moisture. The true insulation 
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resistance generally decreases enormously as the temperature 
increases. 

This is shown in fig. 21 for the case of an insulation test on a 
transformer. A rise of but 60° Cent, sufficed to reduce its 
insulation resistance to but a small percentage of its resistance 
when cold. In other words, insulating substances have a very 
large negative temperature coefficient. In the case of this 
transformer, where the insulating material was a composition of 



Fig. 20c. —Compagnie tie l’Industrie Jhectrique et Mecanique’s Curves for, the 
Disruptive Strength, of Air between two Balls, with Continuous Current and 
with Alternating Current Yoltages. 


mica and cloth, the transformer being immersed in oil, with which 
the insulation was thoroughly impregnated, the average tempera¬ 
ture coefficient between 20° Cent, and 80° Cent, was 0*80, that is, 
the insulation resistance decreased .80 per cent, per deg. Cent, 
increase of temperature. But the ability of this insulating 
material to withstand the disruptive effects of very high 
potentials is but slightly impaired by the high temperature. 
This is another instance of the importance of distinguishing 
carefully between the ability to withstand the application of 
high voltages and the insulation resistance as measured in 
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materials* It is a substance which is not by any means stable at 
high temperatures; even a temperature below 100° C. runs it 
down or carbonises it slightly, so that finally it becomes an 
entirely different chemical substance. Some experiments were 



Fig. 22. —Tests of the Disruptive Strength of Oclire Brown Paper (ljd. per lb.). 
(Plotted from curves in which each point was a mean of five tests.) 


made several years ago—I think as much as ten years ago, for 
that matter—in the Thomson-Houston factory. We subjected 
cotton-covered wire to varying temperatures for long periods of 
time, and found that even at 100° C. there was a gradual 
deterioration, and that at any point above 100° C. it was pretty 
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rapid. The cotton turned brown, and showed every evidence of 
a permanent loss of water and an increase of carbon relatively to 
the hydrogen and oxygen” 

The deterioration of cotton coverings at high temperatures may 



be materially decreased by impregnating them with suitable 
varnishes. 

Farrington, 1 in describing his search for an insulating compound 
suitable to withstand any condition to which it is likely to be 


1 “ Defective Machine Insulation, 55 Franklin Inst., March 12,1903. 
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subjected, thus very strikingly emphasises the importance of the 
capacity to withstand high temperatures :— 

“The designer of a motor never can tell which one of his 
machines will be located in the hottest corner of a rolling mill, or 
whether his generator may have some day to stand the heat of a 
torpedo boat engine-room with the ventilating apparatus broken 
down, or an emergency overload in ordinary practice.” 1 In con¬ 
sideration of these possibilities he “ wound a coil of double cotton- 
covered wire about a steel rod, saturated the coil with insulating 
compound, withdrew the steel rod, inserted in its place an ordinary 
thermometer, put current through the coil via water resistance 
until the coil was so badly heated as to give off dense volumes of 
smoke, and if by weighing it was found that a coil did not lose 
more than 10 per cent, of its compound, it was safe to decide that 
such material would stand hot service in overloaded machines. 
An insulating compound should have such a high melting point.” 2 

In these investigations Mr Farrington encountered a “curious 

1 “ It may be noted here what temperatures may be expected under working 

conditions. The writer knows of one or two electric lighting stations where 
the temperature is not infrequently about 100° F., and with the usual 70° F* 
rise of temperature stipulated in most specifications we get 170° F. as th$ 
final temperature. This, it should be noted, is only at points convenient of 
reaching, and consequently internal parts of the windings will be considerably 
higher. It is certain, therefore, that insulating materials should not melt or 
have their insulating properties deteriorated under a temperature of at least 
212° F. Even this will probably leave no margin. Insulating materials 
should be tested throughout the working limits of temperature, as some lose 
their previously high insulating properties when the temperature is raised to 
the working limit, whilst the insulation in some cases chars or carbonises. 
This is a very important point, as many engineers insist that pressure tests on 
plants must be made immediately after a lengthy full-load run, and sometimes 
an additional run of two hours on 20 or 30 per cent, overload. The machine 
will, of course, be still warm, and most likely warmer than at any time on 
load, as the cooling effect of the revolving parts has then ceased. 5 ’— Elec. Eng. 
for September 16, 1904, p. 412. “ On Insulation. 55 

2 This method, however, does not take into account the effect of repeated 
heating and cooling, often many times per hour. It is this alternate heating 
and cooling which is so disastrous. His method also gives no indication 
whatever of how the compound withstands rapid heating, such as would occur 
in a machine started from no load to say 50 per cent, overload in a very short 
time. It is this last which proves how a dielectric is able to dissipate the 
heat generated in it. Farrington’s method simply seems to be an indication 
of what temperature the compound can be carried to before the cotton chars. 
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The altogether different phenomenon of “ ageing ” is illustrated 
by fig. 25, taken from the same publication. 

VI. The Effect of Varying Thickness, and Baur’s Law for 
“ electrical breaking strength.” —It has already been pointed 
out that for most insulating materials the thickness must be 



It is stated by the Dielectric Mfg. Co., who have published these tests, that in the 
case of Curve A the Dielectrol was in continued contact with copper on the inside 
of coils. They claim that while the initial insulation of Dielectrol is lower, the 
time element affects it less than is the case with other varnishes. 

increased more rapidly than the increased disruptive strength 
desired. This is mainly due to phenomena as yet hut slightly 
understood. Sometimes, however, as in the case of vulcanised 
fibre and sheet leatheroid, and of hygroscopic materials in general, 
it is partly due to the difficulty of drying out the inner portions 
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and to the difficulty in obtaining uniform composition throughout 
the thickness of the sheet. Thus some tests on sheet leatheroid 
gave the following results :— 



On the other hand, tests have been made on some few materials 
which appear to show an increase in dielectric strength in greater 
proportion than the corresponding increased thickness. Thus, on 
some samples of composite sheets of white mica, alternating with 
sheets of paper specially prepared so as to be moisture-proof, the 
following test results have been obtained:— 


Table lie.— Disruptive Strength of Composite Sheets of White 
Mica alternating with Sheets of Paper.- 


Thickness in mm. 


Insulation strength 
in volts. 


Insulation strength 
per mm. 


3.600 to 5,860 

7.800 to 10,800 

8.800 to 11,400 

11.600 to 14,600 


28,300 to 46,200 
44,000 to 61,000 

38,600 to 50,000 
41,500 to 52,500 


At first the dielectric strength increases more rapidly than the 
thickness, and then remains, on the whole, fairly proportional to 
the thickness. 1 The better average distribution in such built-up 
mica insulations doubtless contributes somewhat to this result. 
Other composite mica materials also show a dielectric strength, 
increasing somewhat more rapidly than the thickness. Thus 


1 It is claimed that with some insulating compositions (amongst which 
berrite may be mentioned) there is an increase of disruptive strength per 
millimetre thickness for the first few layers, and then the curve bends off 
for succeeding layers, showing a puncturing resistance per millimetre, 
gradually decreasing with increasing thickness. This is difficult to explain. 
The same phenomenon is sometimes found with manilla paper. Curves of 
berrite are given in fig. 84a. 
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There has lately been discovered a most remarkable and 
important projierty of insulating materials, in virtue of whieh a 
much thicker layer of a given insulating substance may bo hroken 
down with a given voltage, than in otherwise poHHildo. A drop of 
wax in poured upon one surface of the sample to be tented, After 
the wax is cool it in perforated with a lino needle. At distances of 
1 nun. from either aide of the sample thus prepared, and in line 
with the perforation in the wax, the electrodes are net, and the 
tenting voltages applied to them. This method, and its application 
to the more precasts testing of insulating materials, are described 
hy Dr Walter in the K,T,Z. for September 24, p. 7iU), Some 
time prior 1 to this, however, eonsidemble attention had been 
given to the discovery that a drop of nil similarly arrange! 1 on a 
slab of miea greatly deceased the disruptive strength of tin* miru, 
This was in some quartern attributed, and with an appearance uf 
reason, to a deteriorating influence of oil on the insulating prof*'! lies 
of miea. The chief objection to this explanation in, that wane nut 
siderahlc time is required to effect any apparent inedianieal change 
on miea hy contact with oil, whereas in the: exjienmenf referred to, 
any piece of fresh, sound mica showed a materially horn disiupltvc 
strength when tested in this manner. 

Dr Walter advocates the use of the method for several reason”, 
one of which is that with a given maximum available voltage 
thickei sampler may be tested, A more imp* uf an t advantage p 

bee Chapter V. for further (Um:uhmoij of I!iin ph« uem« omo i#f tf$r artca* <#f 
oil on mica. 
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tlm greater j*r< # *• isif>n and e<mdst ency oi the n* hi 1 11h obtained. I ho 
possibilities of the method are ho great that wo .shall describe it, 

in considerable detail. 

Dr Walter, in the article to which ivtVjenee has hccn made, 
points out the great differences in specific reliance given for 
diflormit substances which are u»»f \er\ different an regard* their 
strength to rosist tin* applmations of high voltages, which hitler 
lie designated us their “ disruptive strength.” As mi instance 

he mentions the eases of glass and hard rubber, In rppenborn’s 

KttU' tnlm' for HMid, p. til, the specific resistances of glass and 
hard rubber are given as t'»ami g ritftf,«Hili ( fffin megohms 
per rentimetre cube res] metively, bard rubber thus having over 
fit)t) times tin* specific resistatiee of glam 1 On tie* other hand, 
tc'HiH of the “disruptive strengths " of them two tmiferkb showed 
hard rubber to have a value hut ell per cent, greater than glass, 
Such observut ions led Dr Walter to define tie* met hod nini«*i coin 
Hidoriition for measuring the - disruptive strength" of simulating 
materials. Dr Waller found that one could by thin method 
perforate *piite u thick layer of any highly herniating substance. 
He pours a drop of hot wax on one surface o? 1 he sample, to 
he tested, so us to form a pa!eh **f aboiil A cm, d iaineter and 
2 iniii. thickness. When the wax is completely co**led, il in 
perforated near its centre by a line needle right through to the 
surface of the plufe fo I*e pier* ed. 1 \vo electr* **|ch of liny suitable 
form, and reinserted w it h t he source of voltage, me hi ought to 
within about 1 mm. on either side of the plate, and in line with the 
perforation in the drop ot wax. A relatively low voltage suffices 
to jmrfnmte a sample I bus prepared. 

Dr Walter prefers to use as unit, the length of spark gap in air, 
which < orresponds to the break-down voltage. 1 Ids he measures 
between two needle points in parallel to the electrodes employed 
for perforating the sample. 

The process may he ilhiHtrated by an example 
A hard rubber plate measuring f*0 eius. by oft cuss, and 4 mm. 
thick eould not ho broken down by a voltage eor responding to n 

1 The greater *urfaw leakage over gisw* a* rompaied with bard ruMw r it* 
probably partly responnihlu for the great apparent »liff<*ieiire |/**fi«-rallv observed. 
OIjimh mwlmm'h moi*tunt far more rapidly fliiut rubWr. 


i 
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spark 40 cms. long in air. The voltage equivalent to a 10 cm. 
spark applied for but a few seconds sufficed to perforate the 
sample when arranged by the above-described method. For thinner 
plates of the same material, correspondingly shorter spark gaps 
sufficed. By means of a 35 cm. spark it was possible to perforate 
a plate of hard rubber 16 mm. thick. Plates of glass, porcelain, and 
mica were similarly perforated. These tests afford proof that when, 
intentionally or unintentionally, an electric stress is thus con¬ 
centrated upon a single point of an insulator, its perforating power 
is enormously increased. This is a phenomenon of great import¬ 
ance, and throws light upon the cause of many otherwise inex¬ 
plicable insulation break-downs. 

Dr Walter’s experiments led him to two very important 
conclusions: first, that for a plate of a given thickness of an 
insulating material, a definite minimum voltage (spark length) 
which is capable of perforating the plate may be determined 
by this method. The second conclusion is that this voltage is 
directly proportional to the thickness of the plate; ie. the 
true disruptive strength is directly proportional to the thickness 
of the insulating material. 

In view of these facts, Dr Walter proposes that the “dis¬ 
ruptive strength” of any insulating material shall be defined 
as “ the smallest spark length in air between pointed electrodes 
and measured in centimetres, which suffices to perforate within 
one minute the majority of samples tested, the results being 
reduced to one centimetre thickness of the material in question.” 

The samples may be of any suitable thickness, but the specific 
dielectric strength is reduced to that of a sample of one centi¬ 
metre thickness, and this is practicable in view of the direct 
proportionality between thicknesses and dielectric strength, which 
appears to be established by Dr Walter’s tests. It was found 
that the source of voltage supply was of little consequence 
except that, in order to avoid development of heat at the point 
of the sample where the perforation ultimately occurs, the 
number of sparks per second should be maintained low. Dr 
Walter chose 20 sparks per second for his work. Were an 
appreciable temperature increase to be permitted, the phenomenon 
of decrease of disruptive strength with increasing temperature 
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would modify the results. Rhumkorff coils were used in Dr 
Walter’s tests; the special type and capacity was found to 
be without influence upon the results, which were also un¬ 
affected by the presence or absence of Leyden jars. 

The arrangement of the apparatus is shown diagrammatically 
in fig, 26. A and B are the poles of the Rhumkorff coil. 



CQz> <=od| 

I 


p 



p 

Fig. 26. —Diagrammatic Representation of Apparatus for Dr Walter’s ‘ ‘ Picein-drop ” 
Method of Determining the Disruptive Strength of Insulating Materials. 

Pole points are attached at A and B as shown, thus fixing a 
maximum spark gap to protect the inductorium from injury. 
By means of the adjustable needle-points C and D the desired 
gap is obtained. These axe connected by highly-con ductive, 
non-inductive leads, with the testing electrodes E and F, which 
are mounted upon hard rubber rods from 20 to 40 ems. long. 
P P is the sample to be tested, and T is the patch of wax on 
the surface opposite the positive electrode F. It has been ex- 
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perimentally found that the perforating power is considerably 
greater in this direction. Although the polarity is important, the 
particular form of the electrodes E and F is of but slight in¬ 
fluence. As an example of the extent of the influence of the 
polarity, it may be mentioned that the 4 mm. thick hard rubber 
plate above mentioned was pierced in 2, 1, and 3 seconds re¬ 
spectively, in three tests, when the waxed side was opposite 
the positive electrode, whereas 55, 69, and 31 seconds respectively 
were required when it was opposite the negative electrode. 
Samples prepared with loth sides coated with perforated wax 
had a much greater dielectric strength than when only one 
side was thus prepared. 

When all is arranged, a prepared (waxed) portion of the sample 
is subjected to a given spark length for two minutes. If it has 
not broken down, a second spot is tested at the same spark length. 
If this also does not break down, it is tested at an increased spark 
length; and if not perforated, a third spot is tested; and this 
is continued until, after a sufficient number of perforations of 
fresh spots has finally been achieved, the “relative critical” 
spark length is obtained. The “ absolute critical ” spark length, 
or the “ disruptive strength,” is obtained by reducing the 
results, by proportion, to terms of a sample of one centimetre 
thickness. 

In the first tests, wax and stearine were used in preparing the 
samples. These were ultimately found unsatisfactory, as they 
did not adhere firmly to some materials. A composition which 
Dr Walter named “ Piceinsupplied by the Hamburg Rubber Co., 
was ultimately found preferable. This is a black, tough, and 
adhesive material, with a melting point of 72° Cent. Even when 
cold, “Picein” sticks to substances of all kinds. It is, however, 
preferable to apply it hot. 

The most convenient form for the sample of insulating material 
is in plates of 30 cm. by 30 cm., and from 1 mm. to 5 mm. thick¬ 
ness, according to the disruptive strength. By suitably marking 
off this plate, 16 drops, 6 cms. from one another, may be prepared, 
and this number amply suffices for a determination of the disrup¬ 
tive strength. 

In perforating the drops of wax, care must be taken not to 
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In 1901 1 Baur announced that he had discovered the law of 
disruptive strength of dielectrics to be as follows :— 

“ Every dielectric, whatever its thickness be, requires a certain 
voltage to break it down, and this is proportional to the two-thirds 
power of its thickness.” Baur expresses this relation by the 
formula— 

Y = cd? 

in which— 

cZ = the thickness of the insulation measured in millimetres. 

V = the potential difference of the alternating current measured 
in volts. 

c = a constant representing the potential difference necessary 
to break down a thickness of 1 mm. of the insulation, 
and is by Baur called its “ electrical breaking strength.” 
Quoting from Baur’s article— 

c “can be considered as a new addition to the properties of 
matter. If the law is proved to be true for all dielectric 
substances, it is only necessary to make a test of a piece of 
1 mm. in thickness to obtain the whole curve for any dielectric 
substance.” 

Dr Baur gives in Table IV. the values of c , the “ electrical 
breaking strengths” of various materials:— 

Table IV.— Baur’s Values for the “Electrical Breaking Strength” 
of various Materials. 


Impregnated jute. 

2,200 volts. 

Impregnated calico. 

2,200 „ 

Dry ordinary air. 

3,300 „ 

Vulcanised india-rubber of good quality 

10,000 „ 

Empire cloth. 

12,500 „ 

Fuller board. 

19,000 „ 

Mica. 

58,000 „ 


Recently Dr Baur has returned to this subject, 2 discussing 
it in the light of further experimental investigations. 

For air, Dr Baur obtained the results given in Table V. 

1 Electrician , September 6, 1901, p. 759. “ On tlie Electric Strength of 

Insulating Materials,” by C. Baur. 

2 “Das Gesetz der elehtrischen Durchschlage,” von C. Baur, E.T.Z. y 1904, 
Heft 1, p. 7. 
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Table Y.—Baur’s B,esults for the “Electrical Breaking Strength” 

or Air. 


Spark Length 
in mms. 

Disrupl 

Observed. 

iive Voltage. 

Calculated from formula 

V —cdP for c=3300 volts. 

Difference in 
per cent. 

0*67 

2,000 

2,500 

-20 

1-59 

4,000 

4,500 

-11 

2*53 

6,000 

6,100 

- 1*7 

3*60 

8,000 

7,800 

+ 2*4 

4*80 

10,000 

9,400 

+ 6*3 

6*46 

12,000 

11,500 

4* 4*2 

10*20 

15,000 

15,600 

+ 3*8 


These results agree closely with the results obtained in 1888 by 
Warren de la Bue and H. Muller (Mascart and Joubert, vol. ii. 
p. 187). Their tests were made with battery currents and plate 
electrodes, and for spark lengths of from 0*21 to 3*38 mm., and 
their results give for the value of the “ electrical breaking 
strength” for air— 

c=3400 volts. 


The analysis of some tests made by Lord Kelvin, also with 
battery currents and plate electrodes, and for spark lengths of 
0*025 to 1*5 mm., gave for air— 

c = 2700 volts. 


As an approximate mean value from all these different investiga¬ 
tions, Baur takes for air— 

c = 3000 volts 

for plate electrodes. 

Baur then analysed the American Institute tests, which were 
made with sharp needle-points. Taking c = 2400 volts, he obtains 
between observed and calculated results the comparison set forth 
in Table VI. 

Thus, although pointed electrodes require a less voltage than 
plates for breaking down air, the difference is not so great as is 
generally believed. 

The constant, c, also increases somewhat for air, with increasing 
distance between electrodes. 
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Table VI. —The Disruptive Strength oe Air with Sine Waves 
and Sharp-pointed Electrodes. 



Disruptive Voltage. 


Spark Length 

— 


Difference in 

in mm. 



per cent. 


Observed. 

From Formula Y=cd'$ 




for c = 2400 Volts. 


5-7 

5,000 

7,600 

-35 

11-9 

10,000 

12,500 

-20 

25*4 

20,000 

20,700 

- 3*4 

41*3 

30,000 

28,700 

+ 4*5 

62*2 

40,000 

38,000 

+ 5*2 

118 

! 60,000 

58,000 

+ 3*6 

180 

80,000 

77,000 

+ 4*0 

244 

100,000 

94,000 

+ 6*3 

301 

120,000 

107,000 

+ 12 

354 

140,000 

120,000 

+ 17 

380 

150,000 

126,000 i 

+ 19 


In an article entitled “Ueber das elektrische Durchschlags- 
gesetz fiir atmospharische Luft,” published on p. 874 of the 
Eleldroteclmische ZeiUchrift for October 6, 1904, 1 Dr Walter 
criticises Baur’s law for the “ electrical breaking strength v so 
far as relates to air, and himself proposes the law that 

V = &+&. d , 

in which a and b are two constants and d has the same significance 
as in Dr Baur’s formula, namely, the thickness of the layer of 
air in millimetres. Dr Walter maintains that his law holds for 
pointed electrodes, at least for values of d, of from 50 to 450 
millimetres. In support of this, Dr Walter has taken the 
American Institute values (employed by Baur in Table VI.), and 
has arranged the comparison set forth in Table VIa., in which 
d is the distance in millimetres, V 0 b 8 . the observed RM.S. value 
of the disruptive voltage, V B values by Baur’s formula, Ab the 
percentage difference between the preceding two values, V w the 
value by Walter’s formula, which for these conditions takes 
the form 

V = 17,000 + 350 d, 

and Aw the percentage difference between the observed results 
and the values obtained by this formula. The agreement by 
Dr Walters formula is very good indeed. 

1 See Note, p. 68. 
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Htrongth of air gaps up If* 4 Ah imu, by Means of the 
sparks from a AO fin. induction roil with 1 Hfl/ii$ii *i*rnudary turiin 
and a rinsed magnetic rirrnil of ahnui *10 **j t mini rr am section. 
By varying the number of primary turns hr rnuld obtain a wide 
range id transformation ration. In Table Vfn. are given an 
V P V a , and V, J( I)r Walter's experimental values for trans¬ 
formation ration of 1 ; 1KA3; 1 : 1243 and ! ; Klfili X uU in tlm 
nii*ini of these three values, and V riiir an? tlm corresponding valium 
from his law in tlm form 
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The values denoted hy A are tlm jjorcentngc variations lietwiton 
YtAm &**d V c ^, In these tests the electrodes were brass similes. 

The high-tension voltage was obtained by multiplying the readings 
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of the RM.S. voltage on the low-tension side by the ratio of 
transformation. It was also observed that in these tests the 
ratio of maximum to E.M.S. voltage was quite constant for all 
spark lengths. The wave form was approximately a sine curve, 
and hence the maximum voltage may be obtained by multiplying 
V 0 bs* by J2. It will be seen from Table VIb. that Dr Walter's 
formula gives excellent agreement with observed results for 
thicknesses of air from 50 to 450 millimetres. Dr Walter 
distinctly points out that his formula is unsuitable for small 
thicknesses of air, since when cl approaches zero, so also must V. 

Analysing Th. Gray’s 1 tests on mica, Baur obtains the values in 
Table VII. 

Table VII. —Baur’s Analysis of Gray’s Tests on Disruptive Strength 
of Mica. Plate Electrodes and Alternating Current. c = 58,000 
Volts. 

Disruptive Voltage. 

Thickness in mm.-—-Difference in per cent. 



Observed. 

Calculated. 


0*1 

11,500 

12,500 

-9 

0*2 

19,000 

19,800 

- 4 

0*5 

37,000 

36,600 

-M 

0*8 

52,000 

52,000 

0 

1*0 

61,000 

58,000 

- 1-5 

Tor paraffin, Baur has taken 

some tests made by Weicker. The 

analysis is set forth 

in Table VIII. 


Table VIII.— Baur’s 

Analysis of 

Weicker’s Tests 

on the Disruptive 

Strength of Paraffin. Plate Electrodes 

and Alternating 

Current, c --= 20,000 Volts. 




Disruptive Voltage. 


Thickness in mm. 


-- — 

Difference in per cent. 


Observed. 

Calculated. 


1 

27,000 

! 20,000 

+ 35 

2 

39,000 

i 32,000 

+ 22 

4 

56,000 

50,000 

+ 12 

6 

68,000 

66,000 

+ 3 

8 

78,000 

80,000 

- 2 

10 

87,000 

93,000 

- 6 

12 

95,000 

105,000 

- 9 

14 

102,000 

116,000 

-12 


1 Jour. Inst. Elec . Engrs ., 1901 , p 641 . 
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Weicker’s original results on paraffin are plotted in fig. 27. 

For hard porcelain, Baur obtained the results set forth in Table 
IX. 

Baur closes his article by reverting to Walter's investigations 
(see p. 43), and points out that Walter reduced his tests to 
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Fig. 27.—Weicker’s Tests on the Disruptive Strength of Paraffin Plates. 


Table IX.—Baur’s Comparison of Results for Hard Porcelain. 
c= 18,000 Volts. 



Disruptive Voltage. 


Thickness in mm. 

Observed. 

Calculated. 

Difference in per cent. 

1 

13,600 

18,000 

-24 

2 

25,200 

28,700 

37,600 

-12 

3 

35,200 

- 6 

4 

44,300 

45,400 

- 2 

5 

53,000 

53,000 

0 

6 

61,000 

60,000 

66,000 

+ 2 

7 

69,000 

+ 4 

8 

77,000 

72,000 

+ 7 

9 

84,000 

79,000 

+ 6 ‘ 

10 

98,000 

90,000 

+ 10 • 
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equivalent spark lengths in air, and only inferred that the dis¬ 
ruptive strength is directly proportional to the thickness, in virtue 
of the erroneous assumption that this is the case with air. As 
Baur claims to have shown that the disruptive strength of air is 
proportional to the two-thirds power of the thickness, he further 
claims that Walter’s results are also a confirmation of the law that 
Y = cdK 

In his earlier article (1901), Baur applied his law to other 
cases, and -gave the following interesting comparisons between the 
observed results and the results as calculated by his method. 

The first comparison relates to cables insulated with impregnated 
jute. The insulations varied in thickness from 2 mm. to 24 mm. 
Employing in this case a value of 2200 volts for the electrical 
breaking strength, c, he obtained the results set forth in Table X. 

Table X.— Disruptive Strength op Impregnated Jute. 

Thickness of insulation, in mm. 3 6 12 24 

Observed disruptive strength, in volts . 4,800 7,200 12,000 19,000 

Calculated disruptive strength, in volts . 4,600 7,200 11,400 18,300 

The comparison shown in Table XI. refers to “ calico impreg¬ 
nated with india-rubber of a thickness of 0*3 mm., of which different 
layers, to the number of ten, were tested for break-down between 
plane surfaces.” Here, again, c = 2200 volts, and the curve forms 
a continuation of the jute cable curve. 

Table XI.— Disruptive Strength of Calico impregnated with 
India-rubber. 

Thickness of insulation, in mm. . . 0*6 0*9 1*8 3’0 

Observed disruptive strength, in volts . 1550 2000 3050 4400 

Calculated disruptive strength, in volts. 1550 2050 3250 4560 

For “ Fuller board,” c = 19,000 volts. The comparison is given 
in Table XII. 


Table XII.— Disruptive Strength of “ Fuller Board.’' 


Thickness of insulation, in mm. 
Observed disruptive strength, in 

0*2 

0*6 

1*0 

2*0 

2*6 

volts. 

Calculated disruptive strength, in 

4,000 

12,000 

19,000 

34,000 

42,000 

volts. 

6,400 

13,500 

19,000 

30,000 

38,000 


For “empire cloth,” c= 12,500 volts. 

Table XIII.— Disruptive Strength of “ Empire Cloth.” 

Thickness of insulation, in mm. . .0*2 0*6 1*0 20 

Observed disruptive strength, in volts . 4,000 8,000 12,500 20,000 

Calculated disruptive strength, in volts . 4,300 8,900 12,500 22,500 
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Baur finally gives a comparison for india-rubber insulated cable, 
for which he finds <3 = 10,000 volts. 

Table XIV.— Disruptive Strength of India-rubber Insulated Cable. 
Thickness of insulation, in 

mm. 1 2 4 6 8 10 

Observed disruptive 

strength, in volts . . 10,500 17,000 26,000 32,000 37,000 40,000 

Calculated disruptive 

strength, in volts . . 10,000 16,000 25,000 33,000 40,000 46,000 

O’Gorman, 1 in criticising the above data, expressed the opinion 
that for thicknesses exceeding 10 mm., and, for some materials, for 
much smaller thicknesses, the disruptive strength is proportional 
to the thickness. 

Thus, for mica, the curve begins to straighten out before a 
thickness of 1 mm. is reached. He refers to the investigations of 
Trowbridge, who, in some elaborate experiments on the disruptive 
strength of very great thicknesses of air, found a straight-line 
law. O’Gorman states that“ generally, as soon as we are dealing 
with high voltages, and therefore with thicknesses sufficiently 
great to cause the disappearance of what might provisionally be 
called “ proximity resistance,” a law simpler than Dr Baur’s— 
namely, the straight-line law—appears to rule.” 

VII.— Mechanical Properties. —Insulating materials must 
be tested with respect to their mechanical properties. Some 
materials change their geometrical form under the influence of 
heat. Others become soft; others brittle. Many varnishes, 
notably shellac and copal varnishes, become reduced to powder 
under the influence of such continued vibration as occurs in 
dynamo-electric machinery. 2 

Dr Max von Recklinghausen 3 enumerates, as follows, the “ factors 

1 “ The Disruptive Strength of Insulating Materials/ 5 Electrician , Sep¬ 
tember 20, 1901, p. 845. 

2 “ Compounds made by the ordinary processes of varnish or paint manu¬ 
facture are quickly disintegrated and reduced to a useless powder by the heat 
and vibration of dynamo-electric apparatus. Attempts have been made to 
check this by the introduction of slow-drying oils (such as corn oil and rape- 
seed oil) into gum varnishes, but with most disastrous results, as those 
materials form peculiarly active compounds of a hostile acid nature. 55 —From a 
publication by the Massachusetts Chemical Co. 

3 “ Insulating Materials a Field for the Chemist. 55 A paper read by Dr 
Max von Recklinghausen before the American Electro-Chemical Society, April 
16, 1903. 
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which may considerably influence the properties of insulating 
materials during work ”:— 

I. Eise of temperature (going so far as melting or charring 
organic materials) due to— 

A, current passing in virtue of the insulation resist¬ 

ance, with not enough chance to radiate the heat 
generated. 

B, heat conducted into the insulating material from 

outside sources, such as the metallic conductor. 

C, dielectric hysteresis, due to very frequent appli¬ 

cation and withdrawal of high electrical stress, 
such as high voltage alternating current, with not 
enough chance to radiate the heat generated. 

II. Mechanical stress, resulting in change of shape or breaking. 

III. Chemical action of, for instance, water, oil, ozone, nitrous 

fumes (which may be generated by brush discharges near 
by), gases and fumes developed by factory processes in 
the neighbourhood of the electrical apparatus. 

One could well add to this list. 

IV. Motor and generator insulations should not deteriorate 

under the influence of rapid successive heating and 
cooling. 

VIII. The Energy Losses in Insulating Materials. —Vol. 
xix. of the Trans, of the Am. hist, of Elec. Engrs. (1901) contains, 
at p. 1047, a most important paper by C. E. Skinner, entitled 
“ Energy Loss in Commercial Insulating Materials when subjected 
to High Potential Stress/ 5 

Whereas prior published investigations on this subject have 
related far too exclusively to the insulating materials employed in 
condensers, 1 Skinner’s paper treats of such losses in commercial 
apparatus, and these he terms “ energy losses,” to avoid entering 
into any theoretical discussion as to the existence of “ dielectric 
hysteresis/ 5 

Variation of Temperature due to Variation of Stress .—From his 
investigations on this point, Skinner arrived at the following eight 
conclusions:— 

1 See Steinmetz on “Dielectric Hysteresis,” in Elec. Engr. (N.Y.) for 
March 16, 1892. 
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“ (1) With moderate stress, the temperature of the material rises 
rapidly at first, then more slowly, then becomes constant. The 
actual rise in the temperature for a given voltage depends upon 
the facility afforded to the material for dissipating its heat, and 
upon the temperature of the surrounding medium. 1 

“(2) As the stress is increased, a point is finally reached where 
the heat is developed at a greater rate than it can be carried away, 
and the temperature then rises until the material chars, and 
break-down results. 

“ (3) When material is not thoroughly dried, the temperature 
rises much more rapidly than in well-dried stock. The increased 
temperature cannot be accounted for by the increased I 2 R loss 
due to lower insulation resistance. The heat generated tends 
to dry out the material, and the temperature may fall as the 
drying proceeds. 

“(4) With a considerable area of material under test, the 
temperature of small portions frequently rises above that of the 
surrounding material to such an extent that, on examination, 
these portions are found to have become much discoloured, while 
the surrounding portions remain unchanged. This effect is 
especially noticeable with treated material not perfectly cured. 
The final break-down in such cases is invariably found to have 
occurred in one of the heated areas. 

“ (5) The final break-down in fibrous material usually results 
from the burning of the material, and not from mechanical rupture. 
When the e.m.f. applied is far above the dielectric strength of 

1 “ As insulation heats up, it becomes much less able to withstand potential 
strains, and, further, the rate of generation of heat within the insulation itself 
becomes much greater. As a net result, if insulation under strain once reaches 
a sufficiently high temperature, it is practically certain to get still hotter, and 
ultimately break down. In other words, for continuous running it is 
necessary that the heat generated by the potential upon the dielectric be 
dissipated as fast as generated. In actual apparatus, the critical rise of 
temperature may be reached in as short a time as one-tenth of a second, per¬ 
haps, or in other cases, only after a long time, perhaps an hour. The latter 
time would be required only in large bodies of insulating material, e.g. in 
large capacity or high-tension apparatus. 

“ Solids and liquids practically have their breaking-down strength deter¬ 
mined by this heat factor, rather than by their initial disruptive strength.”— 
P. H. Thomas, “ The Testing of Electrical Apparatus for Dielectric 
Strength,” Am. Inst, of Elec. Engrs., July 1, 1903. 
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the material, the break-down may be due to a mechanical rupture. 
If, however, the e.m.f. is sufficiently low, so that an appreciable 
time elapses before break-down occurs, the break-down is probably 
due to burning caused by the heat generated in the material. 
There may be some attendant chemical action, but this is thought 
to be a result, and not a cause, of the excessive heat. The lower 
the e.m.f. applied, the longer the time required to produce break¬ 
down under a given set of conditions. 1 

“ (6) It follows from (5) that if the temperature is kept low, 
either by providing good ventilation or by artificial cooling, the 
stress required to cause break-down, in a time test, will be much 
greater than if the material is not so cooled. 

“ (7) The actual temperature measured in most fibrous materials 
before break-down occurred was usually 175° C. or more. In 
no case did a break-down occur directly at the point where 
temperature measurements were being made, and the temperature 
at the breaking-down point was probably higher than measured, 
especially as the rise in temperature seemed to be very rapid at 
the point of break-down just before this occurred. 

“ (8) With a given stress, the initial and surrounding temperature 
has much to do with the rise. This is due to the fact that the 
loss in the material increases rapidly with the temperature. For 
example, if the material and the surrounding air are at 20° C. and 
the stress applied is 20,000 volts, the rise in temperature will not 
be nearly so great as if the initial and surrounding temperature 

1 “ The amount of lieat generated within the body of a dielectric increases at 
least as fast as the square of the voltage. Further, this loss, with constant 
voltage, may be increased several times by an increase of 100° C. in tempera¬ 
ture. This means that a strain of double potential continued for any length 
of time strains the solid insulating material far beyond any condition it will 
meet in service. Further, the ability to stand the strain will be determined 
rather by the facility for getting rid of the heat, which is usually of little 
consequence in commercial work, than by other features of the insulation more 
desirable for actual service; further, the hottest part of the insulation will 
be inside, so that the centre portion of the material may be badly charred, 
while the outer portion, the only part visible to the eye, has been kept 
cool and appears uninjured. This means that very serious injury to 
high-tension apparatus may be entirely beyond the possibility of detection 
until further developed by actual service. 55 — P. H. Thomas, ‘‘The Testing 
of Electrical Apparatus for Dielectric Strength, 55 Am. Inst, of Elec. Engrs ., 
July 1, 1903. 
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is at 80° C. Tests have shown that break-down frequently results, 
under the latter conditions, from a stress that would not injure 
the material under the former conditions.’ 5 

Fig. 28 gives some of the characteristic curves obtained by 
Skinner for the rise of temperature in insulating material when 
subjected to high potential stress. “ Curves A, B, and C were taken 



Fig. 28 .—Skinner’s Curves of Temperature Rise in Materials subjected 
to Dielectric Strains. 

on a sample of untreated material which was quite porous and 
capable of absorbing moisture from the air. In this test, the 
material was well ventilated, so that any moisture could be quickly 
dissipated. The temperatures given are those actually measured, 
but probably do not represent the highest point reached in the 
material. Curve A shows the effect of moisture. The tempera¬ 
ture rose very rapidly, reaching a maximum, then fell, and at 
last became stationary. Curve B shows the effect on the 
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same material after a very thorough drying. Curve C shows 
the increased temperature due to a slight increase in the 
stress. 

“ Curve D, at the upper right-hand corner of the figure, shows 
the rise in temperature in treated material when poorly ventilated, 
and the test continued until break-down resulted. Break-down 
in this particular test occurred at a point about 4 inches from the 
thermo-junction, when the measured temperature reached 135° C. 

c: It is probable that the temperature measured was considerably 
lower than that reached at the point of break-down. The 
temperature of the surrounding air in this test was kept at 80° C. 
This curve shows the tendency of the temperature to become 
constant, but at a point slightly over 100° C. the loss becomes so 
great that the heat cannot be dissipated as fast as generated, 
hence the change in direction of the curve, and final break-down. 
In numerous tests, the material was found to be badly charred on 
the interior, without break-down having resulted. The curves 
shown are characteristic, and are of the same form as many others 
that have been taken.” 

Variation of Loss due to Variation of Temperature. —Skinner's 
I investigation of the variation of loss due to variation of tempera- 
I ture led to the following seven conclusions:— 

u (1) The energy loss in fibrous material increases with tempera- 

I ture, the rate of increase in the loss being greater than the rate of 
increase in the temperature. 

“ (2) The rate of increase depends upon the kind of material, and 
on its condition with respect to dryness, etc. 

“ (3) The local heating found in a mass of poorly ventilated 
material is due to a greater initial loss in one portion causing 
increased heating, this in turn causing greater loss, etc., until the 
temperature finally reaches a point at which charring and break¬ 
down result. 

“ (4) The curves of fig. 29 show that the rate of increase of loss 
is greater at high than at low temperatures, therefore giving the 
I reason for the greater rise in temperature with a given stress when 
! the initial temperature is high than when it is low. 

“(5) That the loss increases very rapidly indeed when the 
' temperature approaches the charring temperature of the • material. 
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beyond its elastic limit. It is probable that this ‘ straining ’ is 
always due to charring.” 

The curves of fig. 29, on a particular sample, are representative 
of the general way in which the loss in the insulating material 
investigated by Skinner at the Westinghouse Electric Co/s Works 
at Pittsburg, U.S.A., varies with the temperature and frequency. 
In this investigation, one great difficulty related to the inaccuracy 
of measurement of' energy losses at such low-power factors as OT 
and less. 

“ Variation of Loss due to Variation of Voltage .—When tests on 
this point were made at constant temperature, the results con¬ 
firmed the following law, announced in 1892 by Steinmetz: 
—'The energy consumed by the dielectric medium under alter¬ 
nating electrostatic strain is directly proportional to the square 
of the intensity of the electrostatic strain/ Thus the loss is due 
to conduction through the ohmic resistance of the dielectric. 

“ With regard to the variation of the loss with the voltage, the . 
temperature varying due to the loss itself, it follows from the 
preceding conclusions : (1$£) that under the usual conditions of 
high potential stress, the loss will increase more rapidly than 
the square of the voltage, because the temperature increases at 
the same time ; {2nd) that the rate of this increase will depend 
on the facility with which the material can get rid of its heat, 
and on the length of time the material is subjected to each 
successive stress in carrying out the test; (3rd) that it will 
also depend on the initial temperature of the material and the 
temperature of the surrounding medium.” 

The paper closes with a description of some tests of the energy 
losses in the armature insulation made on the Manhattan Eailway 
Co/s 5000 k.w., 11,000 terminal volt, star-connected, 25-cycle, 
3-phase Westinghouse alternators. The tests were made on two 
of these machines after installation. The results are plotted in 
the curves A and B of fig. 30, the two curves relating to the 
results on the two different machines. For curve A, the tempera¬ 
ture of the windings was about 21° C; for curve B, about 31° C. 
The amount of insulating material per armature was 320,000 
cubic centimetres; so that at 25,000 volts the maximum loss 
amounted to 0*021 watts per cubic centimetre. During the tests, 
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m 

Iht* 1 1 ♦iul Imhh wan insutlieieiit t«* appreriuble beatinur, and 

tin* measurements, alt honeh in one ease * * a 1 1 inued out 2H minutes 
at 25,000 volts, showed no \urialion in the Ions , 1 

IX. The Influence of Bruwh Dmchtirge and Surface 

Leakage, brush disburse and Kin taro leakage are* of murne, 



Votes 


Fill. *t0. Bkifiurr , M To4n» of tli« Eumgy !***-» m t»e fuwj K, \V, , I U-*0e V*iJi, 
WrftfnigliKiiir The r Wmm* 40of®i! 1#»«I m ft*- fiulw&y 

C*»,*k tf«#ti?w\ 

grmtly aflkded by the rondifionH of the atJitoMptierr; hardly h*H8 f 
however, by lh«? fdiiinmlor of flu* innulating material (*on tinned 
dkelifirge id one point may olmr and deteriorate flu* inmilation, 
and it ban bonis pointed mil that tin* dhwharge may It«#*ii 00111111110 

at a lower voltage. Ik lb Thojimi* ban referred to the. fact f hat 

mieh disnlmrgfiH 11 will oeettr even tinder oib and. like the internal 

1 Tin* author* w id* to fliu§ uppo'daiion of Mr Kiuftie’bs entfitioy 

in permitting litem to iurliidi* large a portion of flair* rnrep?i«tiatly 

valuable paptsr. 
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heat, will not be visible !■♦ f ho *4 »* mdd a ■> * ;l * i! '"" 5 

stage.” 1 Brush discharge * a 1 -** ! J? ,r p, ev wmn m e > 4 **' 

prcHcmt, and when, in iM»n4nju»*n> »•. tip* ’ :! n h m i m ‘Is. 

While the presence of surtare balm /** int i»»du* «• • on* »*i * -on?*. a 
to the precise pmtH urine? point, it iimj in pJ-ete*’ 
of actual advantage by distributin'.' and mbm nm thn .to* * 

X. Abrupt Charge and Disdiarge Pht'fiomcmu • *» *h< 

paper above referred t«», Mr I*. H, Tlmma * !*.m pdriied !•< in ehm 

very important phenomenon, \\hieh b«* de^uihen a,', nuho* 

“When a ooil in charged i f » a high j o if mi 11#*! ami Me* *md c- 
suddenly discharged, then* is a el lain eg?ml an a T n ’.n < *o * 

full value of the discharge voltage, bmoHm to e ftp- *1 ar.’v 
upon the turns of tip* ei»il to jump to fhe tninuuii the**.; ; 4i !.!«** 
insulation hot ween the turns, rather than pa^* a j mu ml fb«* •* tnuv' 
Since Urn total discharge voltage may ho the ahimimu! at 

which the apparatus is being tented, and /dm*.' tin t ahum m d mt nn 
may he concentrated on u portion «*f on*< *>0!, id.ri^ tuun* 
are used to withstand the normal voltage of fie* ? 0 ai e 
evident that certain turns of tie* roil t win* h lm m J m h »> 
terminal which is lining discharged) will jv* on 1 c* * e * m,r moo, 
The condition which is essential to produce f In ^ dm- 4 * 

that the discharge of the terminal of tin* * oil had ho 
sudden. Thin can usually oreur only when tie* f m mm d *, 
discharged by a spark (done to the terminal if •olf, eh ‘m eh 
speaking, r.jj. any accidental or other diseharge b» ,! ro^m ih ^ jm- 
used in applying the test, nr in the appurut n . it * Jb vu|J mod 
to puncture the iimulaiion hot ween t ut iih at m uun point . ,rhu$ 
the winding. Such injury will, oftentimes in! i r U .■ *pr * ?. 
the apparatus being tented in 11*4 in a rumM mu !•< U> m » deo: 
circuit when it is not crujnerted fo a eeii*ua 4 *e, 1 hm *1 m ’* > .»* 
very serious with rntfrimmly high vnlfageH, i' ?o ,* 

protected against this strain by I ho use of rhh.r *-,4* *0 p () 4, 
resistances, or static bif<Tritpt«‘m in t hr Irmh #f t !r .44 u e *, ■ 
be protected, provided no discharge n«rnj^ ifr.ir#” hi"' *pj ,i? o ■, - 
than the protective device. /,# //#.. f m , *,/ , * g 

//ra/ //* the Hpark yap h u:mi <t »' <1/1 ft Pi/O.1 *0/ /.f |#.f «•;.}# ,fg/ 

1 a Tlic Tiwting of PJpfirkid Apianittr* f^r tip \^rUp- Pu* n,,r 4/ ’/n^. l 
ImL of EM. Ewjrs July I, IOoC. 
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r»ti 

phi* idaft nj ih*' :ntt ?ps*i , in i* t /»' a m/ /*, ptYt't'iif tt 

dmvlmi'tj*' wt iih' upaA: <jhp jr^m r<t a iun*j injt } rtf fu the n ppnntiu.% 
hvuhj itstvd, 

lln* ton phasis placed **i i ?1 1 in particular } 4nr lit h *nr Jm not 

fur theoretical reasons htil), } ait heranse in a 1 1 uml *i*r of eases 
KfrifisiH injury lias mulled to upparatns therefiom. Further¬ 
more, aueh rnudilionN have heen reprudiieed for |mi puses of 
invest igution ** This is a most important point, At tout ion Fan 
also heen diroefed to if hv Ihiddell in Ifmg in a mnti il»ution to 
flu* J*nto *'tf utyx hj the laid datum r *f AY*r//*e*#// Eiujtthrt'ti, j. 1 hiddell 

showed that, by Hii4*!«*iily breaking any ejreuit that contained «■*]£„ i 
induction and capacity, there uan v**n likely to bo an enormous 
voltage rise, 

Mr M. Ik Field, 1 refer* ii*g to a still earlier paper by Thomas 

(** Stut ir- Strains in 11 i;/h T^m4® »u f’irruits imd the Broteef hm of 
Apparatus" Tran#, Aw. lust, uj Ei*'*\ Etajr*,, v«*]. xix„ HMJ2, ji, 21.1), 
thus IniifjL'Iy describe;-* related plimmsmma ; 

** 1 will briefly explain bote I In* nature of the jaoralled ‘static 
strains,* of which Urn ahovinrefenvd-to paper frmifH, 

** hi fig. 11, S reprwntH n tmtirce of high potential f Vi, A B» a 
circuit or lino of any nature at z**ru jioMitinl 

<4 At tin* in stun l before ebotog the switch, lhi* potential m repre¬ 
sented hy the full blrnT Jinn in ftu. 12, Now, on eliding the switch 
iliij linn A J* cannot, as wo h;r*c wvu, In* in/tuntly min«*ij to the 
]>oUmtiul V; in tart, at tin* moment of eloiuttm the potoutiul 
(assuming no spark twcurs) all along fin* rirrtiifc wouhl likewise I#* 
represented by the full line in fig. 1*2, In^antH, however* tint ^ 
charge in the portion of the system ST logins U» fliotri)#ut«* ItMiif 
over the whole HVr4eui from S to U, the Iin4 oftrH being a 
tetulotry for tin:* electron!a! ie rlnirgen in th»* uei^hfioiirhooii of the 
iiwiteh to n({uuliKo theinmjlvrfw, refoiltino in a nio«h*rai.iori of this 
MtncsptusHH of the potential liisr% ns hIiouu Anttici in fig, 12, 

14 The jifiti'fiitial 1 front 1 will then travel along the hyatem to B f 
hecmiiiing inodifkM an it 4**jieii4inic on tho mnKtantH of 

tho lino and Hrettih The ijnimtion m, What in tli« jiotentiiil 
gradient nt all jmrts of tins nirmiil m flits jedenfial * front * mimhm 
them? It m a question of vant xnoinont. Iivoryono who him 
1 ImL KUc. Mmjm, %*$l 1003, j*|», fim -MM, 
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worked much with high-tension motors and transformers will 
have experienced difficulty owing to the short-circuiting of turns 
and layers in a most curious way. I have seen the winding 
stripped off high-tension motors, the insulation of which was 
punctured with innumerable pinholes. 1 The normal voltage 
between turns is a perfectly definite quantity, and aecounts in no 
way for the puncturing. Hut it is (dear that if a potential front 
with a steep potential gradient traverses the winding, the potential 
difference between neighbouring windings or layers may he very 
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Field's Explanation of u Potential Fronts” and “ Potential i Imdtrnf O' 

excessive in comparison with that after tin* normal steady state 
has been reached. For example, if the distance a in fig, P»2 repre¬ 
sents the length of two layers, it would he possible to have 
momentarily the full potential of the circuit across these, layers. 

“ On switching a high-tension motor on to a circuit., both poles 
cannot h(3 (dosed simultaneously. On (dosing the first pule we 
have the state of things already discussed, and represented in fig, 
32. The potential front,on reaching the dead end of (hit circuit, in 
reflected back; there occurs, one may almost say, a 4 splash ' **f 
potential, possibly analogous to tint splash caused by a sea wave on 
reaching a boundary-wall, and similar to the reflected waves we 
have already discussed. 

1 Thin 1ms been frequently observed by the An lieu*. 
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“ The same thing will occur on closing the second pole of the 
circuit, only in this case the height of the potential front will he 
twice what it was in the preceding case. 

“ It is, of course, difficult to say whether the strain on the 
insulation is greater in this case than in the preceding; in 
general, we may say that if the front extends over a distance of 
more than two layers of the winding, the strain will be determined 
by the potential gradient. 

“These potential fronts may be created at any point of the 
circuit by suddenly altering the potential at that point, e.g. by 
short-circuiting, grounding, and the like. 

“ This is a subject that will amply repay anyone who will under¬ 
take a careful research;” 

On account of phenomena of this sort, it is important, in testing 
large machines, to disconnect the circuit into as many independent 
groups of coils as practicable, and to test each separately. 

Note.— While this treatise was going through the press, contributions from 
Weicker, Baur and Grob, dealing with the points raised by Walter in the 
article referred to on p. 51, have appeared in the Kick. Zeit . for Nov. 3 and 10, 
1904 (Heft 44, p. 947, “ Das Durchschlagsgesetz fiir atmosphiirische Luft,” W. 
Weicker, and “Das Gesetz der elektrischen Durchscliliige,” C. Baur; Heft 45, 
p. 951, “fiber das elektrische Durchschlagsgesetz fiir atmospharische Luft,” 
Hugo Grob). 

Also, still later :—“ Die Schlagweiten in gasformigen, fiussigen und festen 
Korper, 55 W. Volge, Eleh. Zeit., Dec. 8, 1904, Heft 45, p. 1033. 







rilAITKR III 

THE INSULATION OX u MAONET WIRES ” EMPLOYED IN 
ARMATURE AND FIELD WINDIN’OH 

A very large percentage of all the copper employed in electrical 
apparatus is in the form of so-called “magnet wire.” Thin In 
generally of circular crons section, and in most rases is lightly 
insulated with cotton (and sometimes silk), applied in the form of 
a spun yarn. 1 

I)r Perrino describes such coverings as ‘'simply intended to 
separate wires by a space, leakage being prevented both by the 
properties of the covering and by the insulating properties of the 
air retained within the Hpueo,” It is often found desirable in 
armature and field coils to remove the air from tins spare ami 
replace It with some insulating varnish or other material, the 
loose fibrous material merely serving to maintain u suitable safe 
distance between neighbouring conductors, and to nerve an u 
skeleton for the varnish or other impregnating material, 

I he yarn is “closely and uniformly applied to the win? in such 
a manner that the conductor will maintain its position relative to 
all other conductors without regard to mechanical .strains applied 
to it.” Dr Perrine defines the characteristics essential to a satis¬ 
factory magnet wire to be: “The covering shall of itself, when 
dry, be of high insulating power; it shall be applied to the wire in 
such a uniform manner as to allow the wire to be pieced in a 

a 1 According to . Perrine (/WiirD/*/,,• Hint, nut ZlWoW/^, Hiapt-r y.j, 
bspim yarn is distinguidutd from thmad by im roiu|.amfividv Do,,- f ttl i 
and by tlu* fibre* being all HvDM in the nuw dim?! i|„va.| | (r|llf , 
composed of a mini her of yarns so twiM.oI that it will maintain it.* n limit i^J 
.shape even when a considerable? priontio; i* applied 

GJ 
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definite space; the covering shall be sufficiently flexible to with¬ 
stand a considerable amount of bending and abrasion/' 1 

The use of silk-covered wire is sometimes preferable, notwith¬ 
standing its higher cost, owing to the greater economy in space. Dr 
Perrine states that whereas the thickness of a single layer of silk 2 
need not exceed 1 mil. (0*025 mm.), the smallest cotton yarn cannot 
be lain in a layer less than 2’25 mils. (0*057 mm.) in depth. 3 

“ In the case of silk, a greater thickness is obtained by employ¬ 
ing more than a single winding, laid on in such a direction that 
the yarn from the first covering crosses the yarn from the second 
covering in an opposite spiral. 

“ With the cotton yarn we may increase the thickness of the 
insulation, as with silk, by increasing the number of layers; but 
it has also been found practicable to use yarns of a greater 
diameter, so that a single covering may be laid, up to a thickness 
as great as 5 mils. Double winds are consequently used in 
cotton-insulated wire for the purpose of obtaining insulation 
which will be perfectly continuous, and for strength rather than 
for obtaining a great amount of thickness, which, as already 
explained, could be produced by increasing the size of the yarn, 
though in general it is found to be inadvisable to use a yarn 
giving a greater thickness than 5 mils., on account of the fact 
that the thicker yarns are soft in character, and do not result in 
a covering which will withstand mechanical strains. The manu¬ 
facture of this class of insulated wire requires the greatest care 
and the most perfect machinery, for the reason that the finished 
product must be as nearly as possible uniform in size, completely 
covered, and the surface so hard that the wire when placed will 
not change its position. In order to obtain these qualities, the 

1 “ While other fibrous yarns might be used to obtain these qualities, it is 
found that finely spun silk and cotton are the only materials available.”— 
Perrine, Conductors for Electrical Distribution , p. 83. 

2 For such purposes “ the silk used is spun in such a manner that, while free 
from ends, the twist of the thread shall be so loose as to allow the covering 
machines to spread it in an even and thin layer over the surface of the wire; 
the machine winding it upon the wire in a spiral of an exceedingly short 
pitch, amounting in general to not more than y^th of an inch (0'25 mm.) per 
turn.”—Perrine, Conductors for Electrical Distribution , p. 83. 

3 One layer of silk next the wire and an outer covering of cotton is some¬ 
times a useful compromise. 
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wire must be drawn through the machine at a definite rate in 
relation to the speed of the spools containing the yarn. Where 
more than one covering is applied at the same time, the drawing- 
out mechanism and the different sets of winding spools must all 
be so connected that there will not be any possibility of mechanical 
slip between the various parts. The yarn itself must be laid on 
under a considerable amount of tension, which cannot be applied 
to a single strand of yarn, but only to many strands laid together, 
the tension being obtained partially by a spring retarding the 
spool from which the yarn is unwinding, and partially by the fact 
that the spools themselves revolve at a very high rate of speed 
as they wind the yarn on to the wire. All of these operations are 
performed so accurately in modern wire-winding machines that it 
is possible for manufacturers to guarantee absolute continuity of 
insulation, and that the diameter of the insulated wire shall not 
vary more than 1 mil. from the standard size. 

“ In use, magnet wire, when perfectly made, forms a satisfactory 
insulation for most purposes without the application of any 
additional insulating material; but where it is subject to consider¬ 
able difference of potential between the different wires, and where 
it has to stand severe mechanical strains, it is more generally the 
custom to saturate the insulation either with shellac, supplied in solu¬ 
tion, or with asphaltum varnish, or to immerse the coil in an insula¬ 
ting oil. These additional precautions are mainly for the purpose 
of preventing any absorption of moisture by the wire after it has 
been thoroughly dried, than for increasing the insulating power of 
the dried cotton, the value of the material used depending largely 
upon its power of excluding moisture under all conditions.” 1 

In Farrington’s Franklin Institute paper, 2 the author, in 
discussing the subject of the impregnation of the cotton coverings 
of copper wire with insulating compounds, defined the three chief 
defects of cotton as insulation to be as follows:— 

“ The first defect of cotton is the fact that it cannot be spun to 
a commercial profit unless it carries from 5 per cent, to 15 per 

1 Acknowledgment is due to Dr Perrine for kindly granting us permission 
to make the above copious extracts from his work entitled Conductors for 
Electrical Distribution. 

2 “Defective Machine Insulation/ 5 March 12, 1903. 
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cent, nf water, but at the same time our attention should not lose 
the fact that this water does not interfere with the average 

insulation value of cotton covering, as indicated by mere laboratory 
tests. The trouble which the water makes is accomplished when 
it vaporises under the heat of the machine, or when it travels 
from the core out through the coil under the influence of rotary 



motion, leaving innumerable passages and openings where the 
electric current may follow. 

“Another material defect of cotton is the ease with which it 
becomes carbonised; but it is only fair to say that the carbonisation 
of cotton covering is largely offset by the resistance gained from the 
expulsion of moisture as an armature becomes dried and seasoned. 1 

1 There are now oil the market a number of *k> called heat-dissipating varnishes, 
some of which also preserve and toughen cotton coverings. See Chapter IX. 
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“ The third defect of cotton is the acid which it carries, and 
which assists its impregnation with copper oxide/ 3 
The Weight of Insulation on the Magnet Wire.— While 
this varies to a considerable extent, chiefly in accordance with the 
stipulated thickness and number of coverings, the curve in tig. 33 
gives approximate average data for the percentage increase in weight 
due to a double covering of cotton. This increase is important 
to keep in mind when ordering quantities for manufacturing 
into spools, since the weight stated by the designer to he 
required for a given design is generally derived from standard 
wire tables, and refers to the weight of the copper alone. The 
curve should also afford a sufficiently good basis for estimating 
the weights of single cotton-covered and of silk-covered wires, 
since, for a given gauge, the percentage increase in weight would 
be closely proportional to the thickness of the insulation. 

As to the attainable degree of thinness of the silk and cotton 
coverings, Dr Perrine’s estimate has been given above. 

A prominent concern, manufacturing “ magnet wires, 33 has issued 
a set of wire tables, from which Table XV. has been compiled. 


Table XV.— Showing Thickness of Cotton Coverings on Standard 
Armature and Magnet Wires. 

Double Lapping (jine). 


British Meets it re. 

All sizes to No. 20 S.W.G. 

Vos. 19 and 18 ... 

Vos. 17 to 13. 

Vo. 12 and larger. 

Metric System. 

All sizes to 0*9 mm. dia. 

From 1*0 m dia. to T2 min. dia. 

From 1*4 mm. dia. to 2*3 mm. dia. 

For 2*6 mm. dia. and larger . 

Double Lapping {ordinary). 
British Measure. 

All sizes to No. 18 .... 

Vos. 17 to 13 

Vos. 12 and larger .... 

Metric System . 

All sizes to 1*2 nun. dia. . ^ • 

From 1*4 mm. dia. to 2*3 mm. dia. 

For 2*6 mm. dia. and larger dia. . 


add 6 mils. 

33 ^ ,, 

57 10 73 


add 0*15 mm. 
7, 0-20 „ 

5J 0*25 ,, 

57 l> 30 ,. 


add 10 mils. 

,7 12 „ 

„ 14 33 


add 0*25 mm. 
„ 0*30 „ 

,5 0*35 „ 
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A fine close braiding is generally 5 to 8 mils. (0T3 mm. to 0*20 
mm.) thicker than the ordinary double lapping. 

Manufacturer's Note .—Thickness of covering may be varied to a 
large extent, to suit the user’s requirements. 
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IHcLmder of hart wire in millimeters 


Fig. 34. —Cost per Kilogram of Single-Covered Magnet Wires. Curve A, covering 
is cotton ; Curve 13, covering is silk. 

- Most manufacturers of electrical apparatus specify and obtain 
far thinner cotton coverings. A standard to be recommended as 
imposing no unreasonable difficulties on the wire-manufacturer, is 
that employed in Table XVA. 
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Diameter. 


„auge 

*Xo. 

Bare. i 

s.e.c. 

D.e.c. 

T.C.r. 


Milli¬ 

metres. 

Inches. 1 

Mm. 

Ins. 

Mm. 

Ins. 

Mm. 

Ins. 

24 

*5100 

•0201 ; 

*610 

*024 

•710 

, ’028 

*bl*2 

•032 

25 

*5080 

•0*200 

*610 

•024 

*710 

•028 

•S12 

•1.132 

25 

*50SO 

•0200 

*610 

*024 

*710 

i *02S 

•812 

*032 

•• 

-5 

•0197 

•6L*2 

•024 

•710 

•02S 

•790 

*KU 

26 

*4570 

•oiso 

*559 

*022 

*660 

•026 

•?.» 

*030 

26 
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•OISO 1 

*559 

•022 

*660 

*026 

•7»;o 

•030 

25 

*4550 

•U179 i 

*559 

*022 

*660 

•026 

*762 

*030 
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*020 

*610 
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27 
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•0160 , 

*503 

*020 

*610 

’ -024 


3 26 
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•0159 I 

*508 

*020 

*610 

- *024 



*4 

•0157 ' 

•504 

*020 

*610 

■ *024 


28 

*3700 

•0148 

*483 

*019 

*5S5 

*023 


27 

*3605 

•0142 1 

*457 

*018 

*559 

1 *022 


2S 

*3500 

•0140 

•457 

*01S 

*559 

! *022 


29 

*3460 

*0136 

•457 

*018 

*559 

*022 


29 

‘3300 

•0130 

•432 

*017 

*533 

*021 


*28 

*3200 

•0126 

•432 

•017 

*533 

*021 


30 

*3150 

*€124 

*432 

*017 

-533 

■ *021 


30 

*3050 

•0120 j 

•417 

*016 

-508 

( *020 


29 

*3 

•0118 | 

•381 

*015 

-508 

I *020 


31 

*2950 

*0116 | 

•407 

*016 

*508 

' *020 


32 

*2740 

-0109 ' 

*381 

*015 

*482 

*019 


30 

*2540 

-oioo ! 

•356 

■014 

*457 

I -ois 


31 

•2540 

-01GO 

•356 

*014 

*457 

i *018 


33 

•2540 

-010D 

•356 

•014 

*457 

! *018 


34 

*2340 

-00920, 

*330 

*013 


! 


32 

*2280 

-00900, 

•318 

*0125 


1 


. 31 

•2270 

-00893 | 

•318 

•0125 



.. 

35 

-2138 

-00840 

•305 

•012 


i .. 


. 33 

•2030 

•OOSQO 

•292 

; -oils ; 




32 

•2020 

! -007951 

•292 

•0115 j 





*2 

I -00788' 

•290 ; 

•0114 1 



.. I .. 

36 

•1930 

•0076U ’ 

•280 

*0110 , 



| 

' 33 

•isoo 

*00708 • 

-266 

*0105 


f '! : 

1 

34 

•1780 

*00700 

*254 

•0100 




37 

•1730 

*00680 ; 

-254 

•oioo ; 


1 -• i .. 


34 

•1600 

*00631 , 

*249 

•0098 ; 




38 

i *1525 

•00600; 

*241 

•0095 ' 


1 .. ! 


35 

*1430 

•00562 

*218 

*0086■ 





39 

■ *1320 

•00520 ! 

•216 

•0085! 

-iso 

1 -Dll 



36 

! *1270 

•00500 1 

•203 

•ooso ; 

"280 

•on 



35 

*1270 

•00500 * 

-203 

•0080 * 

•2S0 

! -on 

.. 


40 

, *1220 

•004SO 

*203 

•ooso \ 


1 . • 

i 

37 

•1130 

*00445 

*190 

•0075 1 


i .. 

.. 1 .. 

41 

, *1120 

•00440 ! 

*190 

•0075 , 


1 


36 

j *1016 

•00400 , 

*177 

•0070 

• • 



42 

; *ioi6 

•00400 

*177 

*0070 




3S 

, *1010 

•00397 


! 


1 •• 


.. *1 

•00393 .. | .. 

1 ■■ 



43 

*0915 

•00360 






39 

•0895 

•00353 






44 

*0813 

•00320 






40 

•0800 

•00315 i 






45 

•0711 

•00280 | 






46 

*0610 

*00240 ! 






47 

•0509 

•00200 i 






48 

*0406 

•00160 






49 

*0305 

•00120 



i 



50 

*0254 

•ooioo 



i 




[ To face p. 74. 
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Table XVI.—Cost of Mao-net Wires with Single and Double Silk 
and Cotton Coverings. 


S.W.G. 

Bare Diam. 
in nun. 

Cost in Shillings per Kilogram (expressed decimally). 

Silk-covered. 

Cotton-covered. 

One Lap of 
Silk. 

Two Laps of 
Silk in reverse 
direction. 

One Lap of 
Cotton. 

Two Laps of 
Cotton in re¬ 
verse direction. 

8 

406 

2-88 

4-24 

1*52 

1-64 

10 

3-25 

2-88 

4-24 

1*52 

1-64 

12 

2*64 

3-04 

4-56 

1-52 

1-64 

14 

2-03 

304 

4-56 

T52 

1-64 

16 

T63 

316 

4-96 

1*64 

1-80 

18 

1*22 

3-32 

5-76 

1-64 

1-92 

19 

1*016 

3-56 

6-20 

1-92 

2-20 

20 

0-914 

3-72 

6-00 

2*20 

2-48 

21 

0-813 

3-84 

6-88 

2*32 

2’60 

22 

0-711 

4-12 

7-00 

2*48 

2-76 

23 

0-610 

4*12 

7-00 

2-48 

2-76 

24 

0-560 

4-40 

7-84 

2-88 

3-32 

25 

0-508 

4-40 

7'84 

2-88 

3-32 

26 

0-457 

4’56 

8-21 

3*32 

3-84 

27 

0-417 

4-96 

9*08 

3-56 

4-12 

28 

0-376 

5-76 

9-92 

3-84 

4-40 

30 

0-315 

7*00 

11-16 

4-40 

4-96 

32 

0-274 

7-84 

13-20 

4-96 

6*04 

34 

0-234 

9-08 

14-84 

5*52 

7-40 

35 

0-213 

1072 

16-08 

6-20 

8-68 

36 

0-195 

11-56 

17-34 

7-44 

9-92 

38 

0-152 

16-48 

23-08 

9-64 

13-20 

39 

0'132 

21-44 

31*40 



40 

0-122 

23-08 

37*99 



42 

01016 

28-04 

46-20 



44 

0-0813 

42-88 

66-00 



46 

0-0610 

59-40 

82-40 



47 

0*0508 

74-40 

123-80 




insulation. So far as relates to the insulating properties of silk 
and cotton, there is probably'little or nothing to choose, for a 
given thickness, but the use of two layers gives additional security, 
through the decreased danger from mechanical imperfection in 
any layer; and cases arise where it is distinctly preferable to 
use double silk-covered wire in place of single cotton-covered 
wire, in spite of the far higher cost per kilogram. (Compare 
curve B of fig. 35 with curve A of fig. 34.) 

Replacing double cotton-covered with double silk-covered 
wire, leads, especially in the case of armature windings, to great 
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Table XVII.— Bough Average Values for the Insulation Thick¬ 
nesses of Silk- and Cotton-Covered Magnet Wires. 



Thickness of Insulation. 


Millimetres. 

Millimetres. 

Single Silk Covering . 

1-0 to 2*0 

•025 to 0-50 

Single Cotton Covering 

3-0 „ 3*5 

•076 „ '089 

Double Silk Covering . 

2*0 „ 3*0 

•050 „ -076 

Double Cotton Covering 

o 

p 

<b 

*15 „ *18 


economies in space where wires of small diameter come into 
question, and is often the correct thing to do. This is made 
much more apparent in the chapter relating to the “ space factor/' 
The increased cost is seen by comparing curves B and A of fig. 
35. Por wires with a bare diameter of 0*3 mm. the cost per 
kilogram is approximately doubled, but it must be remembered 
that of each kilogram bought at this price a greater percentage 
is copper in the case of the silk-covered wire; thus, whereas in 
the case of the double cotton-covered conductor the insulation 
would constitute, as seen from fig. 33, some 15 per cent, of the 
total weight, the insulation would not constitute over 7 per cent, 
of the total weight in the case of double silk-covered wire. 

In the case of still finer wires, where, as seen from fig. 34, the 
difference in cost is much less marked, this difference in the per¬ 
centage of insulation is far greater, so that the use of silk-covered 
wire becomes rapidly more justified the finer the bare wire. 

One difficulty encountered in the employment of silk-covered 
wires is that the insulating varnishes customarily used, assimilate 
well with cotton, having been more or less unconsciously developed 
with this end in view. It has been maintained that the use of silk 
raises a new condition radically affecting the choice of insulating 
varnishes, and requiring independent development to suit the new 
conditions. 






CHAPTER IV 


STEINMETZ* INVESTIGATIONS ON THE DISRUPTIVE STRENGTH OF 
INSULATING MATERIALS 

The first fairly comprehensive investigation on modern insulating 
materials, which reveals a clear appreciation of the nature of the 
data required in the design of the insulation for dynamo-electric 



Fra. 36, 


machinery, is that which was carried out by Steinmetz at the 
Eickemeyer Laboratory, at Yonkers, New York. The results are set 

forth in a paper entitled “ Notes on the Disruptive Strength of 

78 
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Dielectrics/' contributed by Steinmetz in 1893 to the Transactions 
of the Amer. Inst, of Elec. Engrs. (see page 64 of vol. x. of the 
Trans. Amer. Inst. Elec. Engrs.). The results of Steinmetz’ original 
tests on the disruptive strength of air, and of the tests of other 
investigators as compiled by him, are shown in the curves of fig. 
36. The great differences in the results obtained by various 
experimenters are commented upon by Steinmetz as follows :— 

“ Conceding even a large margin of uncertainty for the older 
tests made with electrostatic machines, and leaving out of con¬ 



sideration tliose tests where not sufficient explanation was given to 
permit critical discussion of the method, the discrepancies are still 
too large to permit of explanation by errors of observation. The 
different curves differ considerably in shape; the best and most 
reliable values, however, fairly well point to a formula— 


S = a Y + &V 2 . 


“ The tests made by Warren de la Eue, in which a chloride of 
silver battery was employed, and which are therefore the only con¬ 
tinuous potential tests free from the objection due to the electro¬ 
static machine, agree completely with this formula, over the whole 
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range up to 11,330 volts. Bourne’s tests by means of alternating 
potentials, reaching up to 110,000 volts, agree fairly well also over 



H\(ckr\ess m mifhmete,rs 

Fig. 38.—Steinmetz’ Yonkers Results on Various Insulating Substances. 


the whole range. Other tests, again, show agreement with a 
quadratic formula only within a limited range. 



Fig. 39. —Steinmetz’ Investigations at Yonkers. 


“Most noticeable, however, is the wide disagreement between 
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the values of different observers, which seems tu show that still 
other factors besides the difference of potential have a derisive 
influenee on th<* sparking distance.” 

Steinmetz* tests on miea gave him the curve plotted in lig. .’>7. 
The curves for air (fig. Mb) and miea (fig. 37) are reproduced by the* 
broken lines in fig. 3S, in which curves am also given lor imdfed 
paraffin, dry wood fibre, and paraffined paper. It will he seen 
that air and mica constitute limits between whieh most ether 
insulating hu Instances lie. The curves for air and dry wood 
fibre are again reproduced in fig. 30, in whieh a eurve for 
vulcanised fibre is also given 

For vulcabeslon and for asbestos paper, Steinmetz obtained the 
results set forth in Tables XVIII. and XIX. 

Table XVIIL- ~ Stfjnmetz* Values for run IhstieeTiVE Sthun'otu 

OF VULCAHEHTO.V. 


I 


Maximum different* u of | 
potential In volts. j 

ThL’kmmH piercud 

In luiti. 

; Uinmpf.lvt* fRmtfff.U In 

| volt* pm* mm. 

.gone 

1*0 

I 

: 4,000 

0,700 

2*0 

3,3f»0 

10,300 ; 

3*0 

3,430 

02,000 ■ 

3*r>5 

3,530 

3,700 ; 

1*50 

2,370 

i 

w XIX.—Stfjnm bt/2 

Values for the 

Asbestos Parer. 

DiHuumvK Strenuth 

Maximimi diffttmict* of ; 
potential in volts. ) 

ThleknfHH pi»*r«"d 
in min. 

Diftrujitivn nfcrmiKth In 

vnliti ji<*r n»m, | 

2700 j 

O'GO 

4500 j 

r<ooo ! 

1*20 

4150 


The nett results for the disruptive strength obtained in this 
investigation for a thickness of Of)5 mm. are given in Table XX. 

In connection with this investigation, Steinmetz states that 
“ the application of the potential always lasted Imt a short time- 
net over lo seconds. Still, all the malerhds became nmiv or less 
heated before breaking down.” 

Dr Steinmetz shows that the disruptive strength per mm. 

C* 
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Table XX.— Disruptive Strengths for various Materials for a 
Thickness of 005 Millimetre, as obtained by Steinmetz at 
Yonkers in 1892. ■ 


Material. 

Disruptive Strength in 
volts per mm. 

Remarks. 

Air. 

1,670 


Mica. 

320,000 


Vulcanised fibre, red . 

5,200 

Slightly damp. 

Dry wood fibre .... 

13,000 


Paraffined paper .... 

33,900 


Melted paraffin .... 

8,100 

65° Cent. 

Boiled linseed oil 

8,000 

21° Cent. 

Turpentine oil . 

6,400 


Copal varnish .... 

3,000 


Crude lubricating oil (mineral oil) 

1,600 

Very impure. 

Yulcabeston .... 

3,600 


Asbestos paper .... 

4,300 



varies with the thickness in some materials, and remains fairly 
constant in others. An infinitely small thickness of some 
materials may thus have a high disruptive strength per mm. 

This is shown in Table XXL for air, mica, and red vulcanised 
fibre. 

Table XXI. —Steinmetz 5 Yalues for the Specific Disruptive Strength 
for various Small Thicknesses of Air, Mica, and Bed Vulcanised 
Fibre. 



Air. 

Mica. 

Red Vulcanised 
Fibre. 

Disruptive strength in volts per 
mm. for a thickness of 0 
mm. 

13,900 

417,000 

13,000 

Do. for 0*05 mm. 

1,070 

i 320,000 

j 

5,200 

Do. for 0-25 mm. 

1,190 

| I 

! 156,000 ; 

, 

1,530 




Melted paraffin, paraffined paper, and dry wood fibre are 
characterised hy an independence of the disruptive strength per 
mm. from the thickness. 





(U-iAirr ek v 

mica and mica compounds 

Mica is an anhydrous silicate of aluminium and potassium 
or sodium. The most transparent qualities are composed of 
aluminium and potassium silicates, and in the less transparent 
qualities, magnesia and iron, as well as earthy matter, are also 
found. 

The analysis of a certain specimen of miea is staled to have 
given the following result:— 

Tahmc XXTa.—Analykih of Mtoa. 


Aluminium. 

35 

per emit. 

Silicon. 

40 

>5 

PutJMrdum ...... 

8 

15 

Imu oxidi* ...... 

0 

1? 

Muugunw oxido and magnesium ox if hi 

2 

11 

Fluoric. arid ..... 

1 

11 

Watm*. 

I 

11 

(Xlrnr mat torn. 

I 

100 

11 

11 


Miea crystallises in a laminated mass, easily split along the 

axis. 

High percentages of magnesia lend a darker colour to the mica. 
High percentages of iron colour it grey and black. 

It may he subdivided down to a thickness of 0 # 000 mm. The 
chief deposits are in India, Canada, and the United States. The 
distribution of the world's product amongst theso three countries 
is, roughly, 50, 25, and 25 per cent. Fifty per (tent, of the world’s 
total product is, however, consumed in the United States. The 
high cost of miea is not in any sense due to rarity, hut to the 
great difficulty in allocating paying deposits, and in the tremendous 

waste involved in working the deposits. Thus, in the case of 

83 
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North Carolina mica, it has been estimated that not more than 
from 1 to 3 per cent, of the mica taken from the.mine finally 
reaches the market. This is, moreover, less than 0*02 of 1 per 
cent, of the weight of rock excavated; in other words, for every ton 
of rock excavated, some 7 ozs. (200 grammes) of mica reach the 
market. 

Large electrical manufacturers obtain their supplies of mica at 
prices ranging from one shilling to three shillings per kilogram. 

India furnishes much of the best mica for electrical purposes, 
and it is cheap, due to the employment of native labour in the 
various processes. White mica is the best for electrical purposes. 
Green shades of mica are amongst the softest qualities obtainable. 
White amber, most of which comes from Canada, is the most 
flexible. 

The best clear ruby mica will at certain places in a sheet some¬ 
times have a disruptive strength of 12,000 E.M.S. volts per tenth 
of a millimetre, but the average values will be far lower. Curves 
of the disruptive strength of mica have already been given in figs. 
1 and 37. Others will be given in the course of ttiis chapter. 

The high insulating qualities of mica and its ability to withstand 
high temperatures have made it a material of great importance to 
the manufacturer of electrical apparatus. On the other hand, its 
lack of flexibility and of uniformity, and its tendency to permit 
surface leakage, 1 have constituted very considerable disadvantages. 
To overcome these disadvantages several kinds of reconstructed 
mica, termed respectively micanite, megohmit, megotalc, etc., have 
been placed on the market by different manufacturers. 

Micanite .—In the manufacture of micanite, the mica is first 
split up into laminae, and these thin sheets are reassembled and 
stuck together by an insulating cement, and with the application 
of high pressures and temperatures. Micanite, when heated, may 
be bent into suitable forms. Natural mica cannot be bent except 

1 “ A very important test which should not be overlooked is the galvano¬ 
meter test for leakage, as some materials may be good against piercing and yet 
be bad from a leakage point of view. Take mica-paper for instance. This, 
if the mica is well laid— that is, with all joints well lapped —will show well 
under a disruptive test, but for leakage would depend entirely on the mucilage 
or varnish with which the mica flakes are built up.”—“On Insulation,” the 
Elec. Eng. for September 16,1904, p. 413. 
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0*25 mm., will retain its flexibility for years, and whenever warmed 
its flexibility is still further increased. It is similar to flexible 
mieanite cloth, but without the addition of the muslin and paper 
employed in the latter. It is non-absorptive, and is used for 
insulating armature slots and coils, armature and field magnet 
cores, and whenever a sheet mica insulation is preferable to tape 
or fabric. 

Style B is a cheaper quality, made from selected pure India 
sheet mica, split exceedingly thin. 

Mieanite cloth and paper are made, the former with fine muslin 
on one side and paper on the other, and the latter with paper on 
both sides. Each is made in three thicknesses, with one, two, and 
three layers of mica respectively. 

Table XXIII. —Varieties of Micanite Cloth and Micanite Paper. 


1 

No. of Layers of Mica. 

Thickness in millimetres. j 

Micanite Cloth. 

Micanite Paper. j 

1 

0-20 

0*13 

2 

0-28 

0*20 

3 

0*36 

0 28 


There are also qualities designated as extra-flexible micanite 
cloth and paper. 

Troughs, rings, tubes, field magnet and transformer spools, 
commutator segments, and moulded end and band rings, are also 
manufactured from micanite. A number of instances are shown 
in figs. 40 to 42. 

Megohmit .—Megohmit has been developed for the same purposes 
for which micanite is employed. The manufacturers of megohmit 
make the statement that, owing to the large percentage of adhesive 
matter exuding from other composite micas when hot, they have 
been found unsuitable for use in commutators. Other methods of 
insulation by paper or by mica paper are stated to have been found 
useless. To supply these wants they have produced megohmit, a 
material of soft quality, in which the adhesive matter has been 
extracted in various ways, showing by chemical analysis that 



MICA AND MIGA COMPOUNDS 


87 


the adhesive matter in no part of the whole of the finished plate 
exceeds 1*25 per cent. 

Although small plates of megohmit are dearer than similar sizes 
in mica, the saving arises when large sizes are required, where pure 
mica would he too expensive. Plain and flanged commutator rings 
and collars are made from megohmit. The same manufacturers 
make both hard and flexible megohmit plates, and also so-called 
mica paper and mica linen. 

The plates consist of thin mica sheets, stuck together with 
shellac in the case of the hard plates, and with a mixture of 



Fig. 41. Fig. 42. 

Moulded Forms of Micanite. 


various vegetable adhesive materials in the case of the flexible 
plates. 

The mica paper consists of flexible plates having a covering 
of Japanese paper. The mica linen consists of flexible plates 
with a covering of linen. The hard plates have the advantage, 
as against the flexible material, of being entirely waterproof 
and of withstanding greater mechanical pressure, as well as 
of possessing greater insulation resistance. The hard plates 
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become soft at about 80° Cent., but on cooling, regain their 
original mechanical strength without the insulation having been 
affected. Channels, troughs, and tubes may be manufactured from 
megohmit plates. 

The specific gravities of these various megohmit products are as 
follows:— 

Table XXIV.—Specific Gravities of various Megohmit Products. 


Material. 

Specific gravity. 


Hard megohmit (B quality) . 

2'5 


Flexible „ „ . 

2*0 


Mica paper ..... 

1*5 to 1*9 


Mica linen. 

1*2 to 1*8 



The manufacturers of megohmit have a system of mica slot 
insulation, according to which the slot tubes have long lapped and 
tapered joints, so that the walls of the tubes are maintained of 
equal thickness, whilst the winding may be laid in with the same 
ease as in open channels. 

In figs. 43 and 44 such a tube, first opened and then closed, is 
shown. Figs. 45 and 46 show different forms for the lap joints. 
Still further security is afforded by the arrangement illustrated 
in fig. 47, in which one tube is placed inside another, the lapped 
joints being at opposite sides. 

Some groups of megohmit commutator rings, and some channels, 
troughs, and tubes, are shown in figs. 48 and 49. 

Some interesting curves of the properties of megohmit, supplied 
to the authors by the kindness of the manufacturers, are re- 
. produced in fig. 50. 

Of these curves the puncturing curves show the voltage at 
which the different thicknesses of the materials are broken down 
immediately upon the application of the voltage, when in the 
cold condition. The heating curves show the voltage which a 
material of given thickness will sustain continuously without 
experiencing . a temperature rise of more than 3° Cent, above 
the surrounding air. 

For the tubes for continuous-current and alternating-current 
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machines, a second set of temperature curves has been taken, which, 
referred to the basis of the 3° Cent, rise occasioned by the electric 
stress, shows the maximum possible temperature rise which an 
electrical stress corresponding to a given voltage can occasion in 
tubes of given thicknesses. 

The manufacturers state that these curves are deduced from the 
results of many thousands of tests, amongst which were many 



Fig. 45. Fio. 46. Fig. 47. 

Megohmit Slot Insulations. 


duration tests. These tests were all carried out at their own 
■laboratory. The manufacturers further state that the results 
given by the curves are exceeded by about 20 per cent, by their 
improved method of manufacture to-day. 

M&gotcdc .—Still another reconstructed mica product is termed 
megotalc. Its manufacturers state that it is made of mica sheets 
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of the Lest quality and with the least possible amount of shellac. 
Their products are classified as— 

Megotale plates, Megotalc paper, 

Megotalc cloths, Megotalc cloth paper, 

and these are all supplied for any of the customary range of 
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Fxa. 48.—Moulded Megolimit. 


required thicknesses. Two groups of megotalc products are 
shown in figs. 51 and 52. 

Dr Walter’s Investigations on Mica.— Dr Walter made 
tests on five varieties of normal mica, and found relatively 
^e difference in their disruptive strength so long as he avoided 
ng the weak portions, which were readily discovered in ad- 
e of the final tests by his method of testing, by passing the 
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length corresponding to the disruptive strength of the plate, it 
only broke down from the perforation in the pice'in drop to the 
air bubble, the remainder of the plate remaining 
unperforated until a considerably greater voltage 
had been applied. Even then it broke down, not 
in the continuation of the first puncture, but from 
one side of the air bubble. 

These occurrences he explained by regarding the 
air bubble as a protection for the remaining half of 
the plate, in that it allowed the electricity to again 
spread out over the whole surface of the bubble, and 
thus relieved it from the concentrating action of the 
original perforation in the picein drop. This theory 
he confirmed by testing two plates of glass on top of 
one another. With the spark length which would 
J have broken down a single plate of glass of the 

o t 

Jl>° double thickness the upper part was perforated, but 
-a a substantially doubled voltage was necessary to 
9 bring about the perforation of the second plate. 

L O # 

3 This satisfied Dr Walter that his method is only 
oi suitable for tests of homogeneous samples. Thus 
c he found that mioanite plates withstood spark 
* lengths of from 70 to 200 times the thickness of 
the plates, whereas natural mica plates only with¬ 
stood spark lengths of from 25 to 57 times their 
thickness. 

It would thus appear that a great advantage may 
be gained in certain cases by the use of reconstructed 
mica (mieanite) instead of natural mica. On the 
other hand, in the case of such non-homogeneous 
samples, Dr Walter discovered a corrosive action 
at the surfaces of the intermediate layers. The 
voltage would break down an outer layer, and, in 
the neighbourhood of the puncture, the next lower 
layer would be subjected to a gradual deterioration 
accompanied by local heating, and the puncture would ultimately 
extend to another layer, although not necessarily in a continuation 
of the axis of the first puncture. The chief danger is that this 
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action goes on unobserved, whereas with a homogeneous material 
a puncture of the surface is proof of the existence of a complete 
puncture, and an unpunctured surface is a guarantee that the 
insulating properties of a homogeneous substance are unimpaired. 

A good equivalent for these reconstructed mica insulations may 



Fig. 52. 


Forms of Megotalc, 

be made from presspahn and mica. The method is described in 
Chap. XIV., and moulded tubes and troughs of this material may 
be made to withstand some 12,000 volts per millimetre, and will 
much less readily lose their shape. 

A great fault of mica is susceptibility to rapid deterioration 
under the influence of oil. This leads to difficulty, more especially 
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with respect to commutator insulations, amt will In* ruusidcicd more 
at length in that connection. 

Mr Farrington 1 taken the stand that tin* fault in not tin** directly 
to the influence of the oil. If in argument \h m follows; ■ 

“(Jroen discoloration in evidence of inconstancy w here const am* v 
in indispensable. Ah it in very seldom seen except $m a relic of a 
broken-down machine, if may therefore bo mid to he coincident 
with burned amt and short-circuited machines. But f liin discolor 
ation becomes more potent in tin suggcstivcnc** un me consider 
what taken place to produce such a radical physical change a 
change visible to the naked eye— a change positive and far-reaching 
enough to send the green colouring mat for through mini ^ in, 
(1*6 mm.) thiek, and to impregnate thick wrapping paper and file** 
Btoek. In the Mindy of thin action we need accept nothin;# Imt f } 4 r 
facts and authority which are beycuui dispute by being -monrnfi 
knowledge. Wlien wit nee n piece «*f mma that w,'c< ««iice a beami 
ful umber (colour ttirnriil green, when we bud that A \\m»M ( .t,m«i 
a pane,f un* Htrain of 10*000 volts while of a?ul*ot * ujonr* an*! can he 
punctured with 1000 volts sine** tin mUmr Scih been dt*u*d, and 
wo find that it has iietually failed to prevent f fie pir^ag*' * # f » 4 
current of not over 10 volts, we have n tight to vomdud** dial 
there in a relation between such green dtM oh a a? ion and 
drop in insulation rijmstiuice, ami we have a ugh* m ram tf i4i t 
coiieltmion it step further, a ml decide that lie* idiot f.mmuaf wms 
caused by the chemical tmmfaritmlwu of which ty* «-o|mw ? hmi*** 
is evidence. 

41 At hunt we ate justified in n fuifher expiwralhm and 
tion, in the light of the i«uiplr«.| variett of ;» nmpk 

chemical action, By doing mo in* find it m em*y it %»ahtuU u* 
have a chemical effect upon ropj**r. Such notion m the imje 
rather thati the except hm ; and now, By mferetme u* iidl Vivmn 
authority, we find that tin* green action m the * Jmcwtet Wi< < 
of acids upon eopjMO , The pjo^eme of mud ^ or n * opj^i §h 
always evidenced by green ihncolnraiioij, V^Habfe i*t-id- 
iiilmiititio atoms of cop|*er for afottm i#f liidreg**!!, in c* 4 iiiie#ii with 
other acids, We am justified in concluding tlwt lorb ^d^ntotioo 
of copper for hydrogen take? place inn gwona or 
1 Fimiiklia lijoiiititc, Mardi Ii f 
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h! 4 1*Wi* hill U't%\ U* 414.* !m apply knmvlodgn 11 ml 

vapuu 4 * h i-a hub t'"?nIttHivify, and wi* .dial! th<-n t-mui* 

!m 4i! mumuiiiaht' .'Min'IuHiMU ilia! dining till* Ihur when 
thu i van f 1unpinuml**d with that vapour <*r vanimln 
Mr w d.U am m| til.* usira nan m» mtilred that mi oiihv 
Ju‘ i ’<« \h a fa tfio H <#r Itf Vt it f t‘UI IVUt width tdlVrtrd 

tlr hu! ut <uil. 

1 Wbui wm hii 4 iSf.it lip* ».uwn dim* duration may tubs pi am in 
an i»!l^ ilia* Is in*’ and iuf abort rirniit it, and that Hhorta'inuiitH 
always w|p-n till* grout dirnot»ratimi UikuH plum ill a 

u*4 •*.vuuh h.ri hit’ll «-m|i »laiifly in operation, we obtain further 
1*0-4 *»f :i j r ,< 5 ! \ \ r n atone I fiat aeiiln aliitiiM Hot hi* |#i*i , uij t4 «a I to 
*1 it ‘*r if it a « ml * muti miiuii tinder any HrrfittmfuitmH, nut oven 
u but fha} at** hwt«*»l wit It liked* onlntirtug niat ta*r to euver up 
their aMfon, 

til f! §U i«*f| Vo* «*\|iiui led olie of 111*. HU jKH'Hti tioiiH of 

ih«* **!*»« 1 i'|r;i! iiatn ii it v I In* notion that lubricating nil muHesd 
Muni■ 1 srioiila t,»il»ibaling oil never will, uevnr did, it never mn 
rau.Ho ,i nhuit riioiiit, If wi* muM deugn n generator vvhicdi 

iv^ishl inn in *dl f i in loomed in oil junf iih fratwtWinora an*, built, 
«*■ -lioaid uialoiiliStally prodtro 11 mujcmaful muehine, Why, 
fliiui, dhnnld iul»rriitii !|4 oil mnm.$ a ahorUdretiit / Thu firnk 
pimirmmi bad a Hlinri-eiruuitwl niaebmo whh naturally 

diMap[iiiint«l iiipI wanted nil exetmo, and when he fuund that 
liiliririiiin^ *41 Inid |«tttKmt.ed into the untln, his aeotmul it of 
noming flu* trouble, What art willy ore erred wan thin; This 
Itfiinmiiug nil t’liiistf Sit inul Htirnul up thn durnumt or Hafwikul 
irJiIn *»f llio vnrisisli whiuh fus hiul tinud. Varninh irtukurH who 
Isiivii uHHityial |,u iiiiintifai'l tiru iiintiluting ('oniputunlH havu on Huvoml 
ofUMimniiH f'liiiitinl tbit tliuir varutHliuH worn uil*pn mf. Varninh 
ml*!Hiiit*ii at-Ujinpt to prove that ait lunulatin^ varninh w 

oih{UMi»t \mnt%m* flu *y unit viul a tiu%VHpapi;r with it, and this nmvm 
paper mil hold oil in I In* upon air, and away from iho hunt of 
op*rat uti* apparatus Am a unit,tor of fart, varninh wliirh in ho 
priiwh to ho ml-proof will unite roadily with lubrirufhig oil uudot' 
a futiiperaiui e of 1 i#h F, Mid Mont .), 'Urn tnnililo in that it will not 
uni in tiomogoiKuiUHly, Tins oil uni ton with nun part of this varninh 
and Hijpurates that part from this balimcas of tins varninh, ho that 
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THE INSULATION OF ELECTRIC MACHINES 


The effect of oil on mica has been investigated by Harden and by 
Andrews. The following extract is made from an article by John 
Harden in the Electrical World and Engineer for April 18, 1903, 
entitled “Effects of High Potential on Mica Insulation”:— 

"Mica placed between a point and disc of high potential 
difference is subjected to a radial discharge over its surface from 
the point, which should be of the plus sign. This energy is 
transformed into heat, so that the mica becomes quite hot. 



Time in Minute s 

Fia. 55.—Holitsclier’s Tests on the Heating of Micanite Tubes when subjected to 

Dielectric Stress. 

“ Since the discharge has the same sign, the particles repel each 
other, and the discharge is spread over the whole surface. This 
distribution of the electric charge on the surface of the dielectric 
is combined with a fall of potential over a unit of surface, or, in 
other words, the electric pressure per unit of surface is less. Oil 
placed on the point, or around it, will tend to concentrate the 
radial discharge, increasing thereby the pressure per unit of 
surface. Mica which stood 9000 volts before, will not now 
stand more than 6000 volts. Paraffin and sealing-wax produce 
the same effects. Varnished paper or cloth' do not show these 



MICA AND MICA COMPOUNDS 


99 


effects, because the heating effect of the radial discharge melts 
the varnish, and this forms a ring like the oil around the point 
of contact. Investigation with sealing-wax on varnished paper 
gave quite the same results as on mica, these being, that varnished 
paper of the same insulating quality as mica breaks down with a 
lower potential difference than mica. 



Fig. 56.—Dielectric Mfg. Co.’s Curve of the Disruptive Strength of Solid White 

India Mica. 


“The results of the whole investigation go to show that a solid 
insulation combined with mica, in condensers or similar apparatus, 
would be most effective without the use of oil. A good insulating 
jelly, free from air bubbles, would be an advancement. ” 1 

1 The reader should reflect upon, these statements after consulting the foot¬ 
note on p. 27, and should also consider tlie^relation of these observations 






Volts (RMS) A.t Breakdown 
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The matter had also been discussed nearly a year earlier, i.e. at 
the Great Barrington meeting of the Am. Inst, of Elec. Engrs. on 
June 20, 1902. The following account of Andrews’ tests is 
extracted from the Trans. Am. Inst. Elec. Engrs., vol. xix. 
p. 1063:— 



Fig. 57.—Dielectric Mfg. Co.’s Curves for Various Qualities of Solid Mica, and for 
Pasted Mica, and for Crystal Glass. 

“The tests were made with alternating current delivered at 118 
volts, 60 cycles. The voltage was raised by a small step-up 
transformer, with the necessary regulating devices, and measured 
by a static voltmeter reading up to 10,000 volts. A good 
quality of clear white Indian mica was used, a dry sheet of which, 

to Dr Walter’s experience with his “pieein-drop ” method, described on 
pp. 43 to 48 and pp. 91 and 92. 
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0*002'' (0*051 mm.) thick, would stand a pressure of 8000 R.M.S. 
volts for an indefinite time in air. 

“The sketch in fig. 53 shows the general arrangement of the 
testing apparatus. A and B are two brass rods, supported by a 
piece of hard rubber C, and bent towards each other at right 
angles at their lower ends. One of these rods terminates in a 
brass disc about f" diameter, and the other rod is finished with 
a rounded point touching in the centre of this disc. This 
rounded point rests against the disc with sufficient pressure to 
support the piece of mica D that is to be tested. These parts are 
attached to a stand, so that the holder with mica may be‘ lowered 
into a vessel E containing oil. Preliminary experiments were 
made with various kinds of oil, but no difference in results could be 
observed, so it was decided to use a good quality of transil oil for 
the present tests. 

“The figures in Table XXVI. (also plotted in fig. 54) show the 
average puncturing voltage derived from a number of tests made 
on each thickness of mica used. 


Table XXVI. —Andrews’ Results for the Disruptive Strength of 
Mica when immersed in Oil. 



Average puncturing 
Voltage. 


3800 

4500 

4600 

4750 

5300 

5570 

5950 

6050 

6700 

6930 

7220 

7400 

7700 

8550 

8900 


“ It is not necessary to place the mica under the oil in order to 
reduce its puncturing resistance. If a piece of mica, say *002" 
thick, is supported in the holder shown in the sketch, the holder 
and the mica being quite free from oil, the pressure may be 
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raised to about 8000 volts, and if the mica is of good quality it 
will stand the strain indefinitely, but if a drop of oil is applied to 
the blunt metal point the mica will be instantly punctured. 

“ It is curious that oil does not seem to produce any weakening 



Fig. 58. Curves published by Different Authorities for the Disruptive Strength 

of Mica. 

effect on artificial insulators, such as paper coated with boiled 
linseed oil, copal varnish, etc. The results of many tests show 
that the resistance to puncture of these materials remains about 
the same, whether tested in air or under oil. ” - 

It has been suggested to the authors that the mica breaks down 
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at the lower voltage because the oil prevents surface leakage, and 
the potential stress is reduced to the pointed electrode. If plates 
had been used instead of points it would probably have been 
found that the inica punctured at a lower voltage than in air, 
but at a higher voltage than between pointed electrodes in oil. 

Holitscher ( E.T.Z ., 1902, p. 171) has obtained the following 
results from tests of materials of the micanite type, supplied by 
three different firms. The thickness was 1*0 mm. in each case. 


Table XXVII.— Holitscher’s Tests on Micanite when Flat and 
Tent, and when Cold and Warm. 



Disruptive Strength in E.M.S. Volts. 

Amount of the Adhesive 
Material exuding when 
subjected to pressure 
while warm. 

Firm. 

Cold. 

Warm. 


Flat. 

Bent. 

A 

25,000 

25,000 

23,000 

Much 

B 

25,000 

22,500 

20,000 

Much 

j " 

C 

24,000 

23,000 

23,000 

Little 


Holitscher also investigated micanite tubes, supplied by three 
firms, with regard to the heat developed in them by prolonged 
test at a given high potential and at a given periodicity. The 
samples were all of practically the same dimensions. The results 
are plotted in the curves of fig. 55, and show a considerable 
difference in this respect in the product of different firms. . The 
product of a fourth firm showed a rise of temperature of 100° 
Cent, after only 15 minutes' test. 

Some curves for solid mica of various qualities, and for pasted 
mica, taken from a publication of the Dielectric Manufacturing Co., 
of St Louis, Mo., U.S.A., are given in figs. 56 and 57. Some 
other curves on mica are brought together in fig. 58. 






CHAPTER VI 

INSULATING- MATERIALS EOR BUSHINGS, TERMINAL BLOCKS, 
FLANGES, ETC. 

For bushings, terminal blocks, brush-holder appliances, collector 
ring constructions, spool flanges, etc., there is now widely used a 



class of moulded compound insulators, where formerly hard 
rubber, vulcanite, thick fibre, and leatheroid, and even wood, were 
employed. G-lass and porcelain are also used. 

The precise compositions of most of these moulded materials 
are generally regarded as trade secrets, although in some cases 
a general statement of the leading ingredients is available. 
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Ambroin. —Ambroin is stated to be composed of fossil copal 
and silicates, the silicates being saturated and mixed with the copal 
by a special process, by which a strong, firm, uniform, durable, 
homogeneous and non-hygroscopic material is stated to be pro¬ 
duced. In figs. 59, 60, and 61 are shown respectively groups 



Fig. 60.—Ambroin. 


of bushes and ^washers, commutator rings, and bobbins and 
spools, all moulded from ambroin. The material has been 
extensively employed for these purposes, but care should be 
taken in ordering the correct composition, as most grades rot 
when subjected to contact with oil. The writers’ own opinion 
is that the material is certainly not equal to the requirements 
of commutator construction, i.e. for end insulating and finishing 
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rings of commutators. It is certainly very useful in many cases 
for insulating bushes and flanges. It can be moulded about metal 
parts, and should thus often be useful in brush-holder construc¬ 
tions and in other details of the design of dynamo-electric 
machinery. 

In Table XXVIII. is a list of the qualities in which ambroin 
is made. 

Table XXVIII.— Various Grades of Ambroin. 

F.W. Absolutely fire-proof, only suitable for arc shields. 

S.F.W. Practically fire-proof, only suitable for arc shields. 

F. Ordinary fire-proof. 

F.S. Ordinary fire-proof, but faced on one side with a layer of absolutely 
fire-proof material. 

H.F. Suitable for use where temperatures up to 212° Fain*. (100° C.) prevail. 

A. F. Suitable for use where temperatures up to 180° Fahr. (82° C.) prevail. 

B. A.S. For high-tension purposes and accumulator boxes (acid-proof). 

A.M. Non-magnetic, for temperatures up to 180° Fahr. (82° C.). 

A.M.F. Non-magnetic and fire-proof. 

P1.F. Ambroin fibre, suitable for thin washers, etc., but not for high- 
tension purposes. 

A.B.S. Alkali and acid proof. 

Ambroin has a specific gravity of 1*4 to 1*8 according to the 
quality. 

Ambroin is considerably cheaper than ebonite, and, moreover, 
is stated to offer a greater resistance to high temperatures, and not 
to be affected by exposure to the weather. It is claimed that it 
does not undergo any variation in volume after having been 
subjected to pressure in the moulding process, and this, which 
is not the case with ebonite, for example, ensures accuracy in 
the most complicated pieces, while parts of insulators made up 
of a number of pieces that may be subjected to wear, can be 
replaced without difficulty. Unless a high polish is required, no 
subsequent machining is necessary, as the insulators are said to 
leave the mould exact to dimensions and ready for use. 

It is stated that ambroin can be turned and drilled, cemented 
with acid-proof ambroin cement, and polished like wood. 

Ambroin in the open air is claimed not to absorb moisture. This 
is not the case with stabilit, vulcabest, vulcanised fibre, etc. This 
not only increases its value as an insulator, but decreases the danger 
of the destruction of the insulation owing to the water taken up 
freezing in winter. 

As the materials used in the production of ambroin are claimed 
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to be such as have been exposed to atmospheric changes for 
centuries, its destruction through exposure should be impossible. 
Ingredients which oxidise or are otherwise affected by the atmo¬ 
sphere, as for example sulphur in ebonite, are said not to be 
contained in ambroin. 

The manufacturers give the following tests as showing the 
relative amount of water absorbed by ambroin and various 
materials. 

Pieces of equal size and with smooth surfaces were taken, and 



Fig. 61.—Ambroiu. 


after being immersed in water at 16° lahr. for hours, 
the increase in weight was as set forth in Table XXIX. 

Table XXIX. —Comparative Tests of Ambroin with other Materials. 

1. Ambroin. (quality A.F.) .... 0*32 per cent. 

2. Aetna material (the surface became rough) 3T7 „ 

3. Stabilit.1*41 „ 

4. Vulcabest.4*80 „ 

5. Vulcanised, fibre. 24*50 „ 

It is stated that these figures serve at the same time as a 
reliable comparison of the value of each of the materials when 
used as insulators in the open air or in damp rooms. 

Insulation Strength—(Tests quoted by Manufacturers ).—The 
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resistance of dishes, about 3 mm. thick, firmly pressed between 
electrodes of 25 sq. mm. surface, was measured with 200 volts:— 

1. Without preparation, 200,000 megohms were obtained. 

2. The dishes were half-filled with sulphuric acid, 26° Be, covered 

up and subjected to a temperature of 120° Fahr. (49° C.) 
for ten days in a thermostat. After a superficial drying 
with blotting paper the resistance the following day was 
150,000 megohms, and two days later 200,000 megohms. 

Tests of Dielectric Strength. 

(a) Tests with moistened slabs:— 

I. The slabs were placed in water, which was gradually heated 

up to boiling point, and after the water had been allowed 
to cool down to about 85° Fahr. (30° C.) the slabs were 
taken out. 

(1) Aetna material, 1 mm. thick, was pierced with 3500 volts. 

(2) Ambroin (quality A.F.), 0*33 mm. thick, was pierced with 

3500 volts, while a piece 0*84 mm. thick was not pierced 
with 5000 volts. 

II. A slab (quality A.F.), 5 mm. thick, after lying in a room, 

the air being at 95 per cent, saturation, for several days, 
was not pierced with 36,000 volts. 1 

Heat-resisting Qualities .—It is claimed that ambroin (quality 
A.F.) only commences to burn, and then only after the source of 
heat has been applied for some time, at a temperature of 750° 
Fahr. (400° C.). Commutator rings made of this quality are 
stated by the manufacturers to have been proved satisfactory 
after having been subjected to heat for many hours in contact 
with oil. 

The qualities made for special purposes, such as the arc shields 
in controllers, switches for motors, etc., withstood the hottest zone 
of a Bunsen flame (about 3000° Fahr.), so that the use of such 
qualities is recommended by the manufacturers of ambroin where, 
in consequence of possible short-circuits, arcing takes place, and 
momentary high temperature is reached. 

The following examples are given by the manufacturers for 

1 These tests were made by the Reichsanstalt, Berlin. 
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comparison : — Kbonite and celluloid soften in water, even at a 
iemjmrattire of 1G0° Fahr. Celluloid commences to burn rapidly 
at 2B0° Fahr., and ebonite burns at 350° Fahr. 

Anibroin (quality B.A.8.) at a temperature not exceeding 180° 
Fahr. is not affected by sulphuric acid up to 45° Be, nor by 
concent rated hydrochloric acid. Cold nitric acid of 24° Be does 
not affect it to any appreciable extent; only a slight nitration of 
the surface takes places. 

Quality A.B.S, withstands caustic soda solution up to 30 per 
cent, concentration, as well as acetic acid up to 50 per cent. 

Anibroin under compression or tensile stresses is superior to 
all insulating materials made of rubber or recent gums. 

Tests quoted by the manufacturers gave the following results:— 

A. T<mMh Stmujlh. 

While ebonite stretched considerably between 120° and 160° 
Fahr., anibroin proved to have a greater tensile strength at this 
temperature than when cold. The following results wore therefor© 
obtained at normal temperature with rods of equal diameters, and 
give the breaking stresses for each material 

1. For ebonite, . . . 1120 lbs. per sq. inch. 

2. For Aetna material, . . 1.400 „ „ 

3. For ambroin (quality A.F.), . 2140 „ „ 

B. OompreMive Strmgbk. 

( *uh*H, which presented a surface of one square inch to the 
pressure, gave the following results 

L At normal temperature, ambroin was destroyed at 
2G80 lbs. 1 

2 . At normal temperature, ebonite was destroyed at 2200 lbs. 1 

Ik Aetna material (at normal temperature) was destroyed at 

728 lbs. 

At 140° Fahr., ambroin was destroyed at 1960 lbs., 1 while 
el*omU* gave way under a very small load. 1 

1 These teats were made by the Royal Mechanical Tenting Laboratory, 

Berlin. 
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Directions for machining Ambroin. 

Sawing .—With a band saw having a very hard saw and running 
at about 300 revolutions per minute. Very slow feed. 

Drilling .—In a dry state with a flat drill, which allows the 
shavings to pass away freely. Prom 400 to 500 revolutions 
per minute, according to the diameter of the drill. 

Turning .—With suitably ground tools made from hard cast 
steel files. From 400 to 500 revolutions per minute, 
according to the diameter of the work. 

Grinding .—By means of emery and oil, or pumice-stone and 
water. From 400 to 500 revolutions per minute. Faulty 
or chipped pieces may easily be repaired with a hot solder¬ 
ing iron and ambroin cement, or pieces of quality B.A S. 

Polishing .— Similar to wood. Shellac polish coloured with 
aniline dyes. Very little oil should be used. 

Threads .—It is stated that male threads can easily be moulded. 
With female threads a metal nut should be moulded in 
wherever possible. Male threads may subsequently be cut 
with a hard chaser, and female threads with a warmed tap, 
or direct with the warmed screw to be used. The latter 
should be rubbed with a little oil, warmed on wire gauze 
over a Bunsen flame, and then pressed and screwed into the 
drilled hole. In order to fix metal contacts, etc. on to 
ambroin, wood screws should be used—they hold better, 
and are more easily fixed than metal screws. 

Recent tests indicate that some qualities of ambroin are rather 
hygroscopic. A piece which was tested broke down at 1500 
volts, but after being dried and saturated with Sterling varnish, 
it withstood 4500 volts. In Technics for December 1904, in an 
article entitled “ Insulation and Insulators,” Symons reports as 
follows, on “ Ambroin ”:— 

“Ambroin is composed of fossil copal and silicates, the silicates 
being saturated, and mixed with the copal by special process, 
producing a good non-hygroscopic, strong, homogeneous insulator. 
A sample, 3*3 mm. thick, broke down with 3500 volts; has a 
good insulation resistance, but is affected by some concentrated 
acids and alkalies, and absorbs moisture to the extent of about 
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O'-'W per cent, of its own weight after one and a half hour’s im¬ 
mersion in water at 120° F.; is inflammable after flame has been 
applied some time; is mechanically good ; compressive strength. 



2080 lbs. per square inch; tensile strength, 2140 lbs. per square 
inch ; is, however, inclined to be brittle.” 

Psychiloid.—This is another material for such purposes. 
Its base is said to be paper pulp, which goes through several 
processes of curing and drying, and is finally put through the 


Fig. 62 .—Moulded Forms of Psychiloid. 
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chemical vats. This gives psychiloid in the rough, a material 
which, it is stated, may be machined, sawn, punched, tapped * 
worked in a lathe, or made up to any required shape or design* 
It may be obtained in sheets from y^-th to in. thick* 
Psychiloid is claimed to have great rigidity and strength. A 
piece of sheet psychiloid 1 inch square by J in. thickness is stated 
to stand a pressure of 25 tons without crushing. Psychiloid In 
said by the manufacturers of it to be insoluble in ordinary 
solvents. It is stated to have been immersed for one month in 



Fio. 63.—Isolit. 


water and sulphuric acid (3 :1) without the slightest effect, and 
that it can be boiled in water without any sign of disintegration. 
It is also said to be practically non-absorbent, and to be unaffected 
by animal, vegetable, or mineral oils. Its manufacturers advocate 
its use for commutator rings, bushes, and washers, and for formers 
and bobbins of any required size and shape, and also for square 
or round tubing in lengths up to 12 inches. A sample $ r th in. 
thick is stated to withstand 20,000 volts. 

Some psychiloid insulating parts are shown in the groups 
in fig. 62. 

In Symons' article on “ Insulation and Insulators ” (Paper read 
before the Students’ Section of the Institution of Electrical 
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Engineers, April 27, 1904), it is stated that psychiloid has a high 
disruptive strength. A sample 3*2 mm. thick withstood 25,000 
volts, and had a good insulation resistance; it was found to be 
tough, but inflammable. Symons subjected samples of Psychiloid 



Fig. 63 a.— Isolit. 


and Litbolite 1 to immersion in acid alkali and water for fourteen 
days at 14° C. with the following results:— 

Table XXIXa. —Properties op Psychiloid and Litholite. 



Sulphuric Acid, 
Density 1‘20. 

25 per cent. 
Solution by Weight 
of Caustic Soda. 

Distilled Water. 

Psychiloid 

Rendered very 
soft 

Entirely disin¬ 
tegrated 

Rendered soft, 
and increased 
in weight 10 
per cent. 

Litholite 

Rendered soft 

Reduced to a 
pulp 

Rendered soft, 
and increased 
in weight 8 
per cent. 


“ Similar tests on Roburine and Mineralite have produced the 
same effect as on Psychiloid and Litholite.” 

1 For a description of Litholite, see p. 115. 
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Isolit.—Isolit is a form of papier-milchd, impregnated, and also 
covered with a special insulating compound. Dynamo bobbins made 
from isolit are stated to be exceedingly strong, and are also very 
light. For qualities requiring to withstand excessive heat, special 
features are employed in the manufacture. The bobbins for con¬ 
tinuous-current windings have iron angles embedded at the flanges 
to increase the strength. This is impracticable for alternating 
current bobbins, but sufficient strength is, nevertheless, generally 
obtainable. Some isolit bobbins are shown in figs. 63, 63a, and 63b. 



Fig. 63b.—I solit. 


Adit.—Fig. 64 shows a group of Adit bobbins, bushes, flanges, 
and other parts. The manufacturers classify Adit as a sub-variety 
of Isolit, and state that it has great strength and is exceedingly 
tough. It is stated that it tests up to 130 kilos per sq. cm. * It 
can be moulded with sharp corners, and, when necessary, metal 
pieces can be embedded in it, thus ensuring additional strength 
at exposed edges and corners. “Adit” is said not to shrink. 
It is made to exact measurements. In a thickness of 2 mm. it 
is claimed that it tests up to 1000 volts; 3 mm. to 1800 volts; 
4 mm. to 3000 volts; 5 mm. to 4000 volts. It is claimed that 
it is difficult to ignite, and that it does not continue to burn 
when the flame is withdrawn. It is further stated to be insensible 
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to dampness, and to stand heat up to 60° Cent, in some qualities, 
and up to 120° Cent, in other qualities. 

Litholite.—A sample of “ litholite ” measuring 4'1 centimetres 



in thickness was tested between two metal plates, 1 inch in 
diameter. It is stated to have withstood an alternating pressure 
of 5000 volts for 10 minutes without appreciable rise in temper¬ 
ature. The pressure was slowly raised to] 10,000 volts, and after 
four minutes’ application the material broke down. The time 
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occupied in raising the pressure from 5000 to 10,000 voltfc 
20 minutes. The temperature of the room at the tixno <> 
test was 17° Cent. This test was made in June 1903 hj 
Electrical Standardising, Testing and Training Institution- 1 

Vulcanised Fibre.—Vulcanised Fibre is stated to be p r< H 
by treating specially prepared vegetable fibre with P° %N 
chemical agents, whereby the exterior portion of each nop 
fibre becomes glutinous, and while in this condition th<* > 
mass is consolidated under very heavy pressure and ht*< 
practically homogeneous. After this, the chemicals are ex in 
the mass is manipulated, rolled, pressed, and cured by va 
methods, and the result is Vulcanised Fibre. Being an extrc 
delicate chemical process, liable to vary with the different 
ditions of atmospheric moisture and temperature, it require 
utmost skill, care, and experience to produce uniformly good re 
The machinery required for its manufacture is cumber so 
costly, and requires to be kept in perfect adjustment at all ti 

It is claimed that it is in practice a material of great sire 
elasticity, and durability. It is stated to be absolutely in h< 
in all ordinary solvents, and to be uninjured by contact 
alcohol, ether, ammonia, turpentine, naphtha, benzine, pet ro 
or any of the animal, vegetable, or mineral oils. It absorl >s % 
both when hot and when cold, but it is not injured the 
further than that it swells when wet, resuming its origins! 
when dried. Hard Fibre closely resembles horn in its con hi hi 
is exceedingly tough and strong, resisting an enormous com pi*' 
strain, and retaining its elasticity at all ordinary tempera 
Hard Fibre improves by seasoning, and is entirely free iron 
It has a specific gravity of about 1*3. It is made in sheets 
42 inches wide by about 66 inches long, and from ^th 
inches thick. It is also made into tubes of varying in 

1 Symons, “Insulation and Insulators,” (Paper read before the Stt 
Section of the Institution of Electrical Engineers, April 27, 1904), rep< 
follows on Litholite 

“Litholite has a very high disruptive strength, a sample *445 i*m. 
withstanding 20,000 volts, and has a good insulation resistance ; is infiam 
hut tough. ” 

With respect to its solubility, reference is made to Symons’ tei 
Psychiloid and Litholite, on p. 113. 
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diameters from ^-ths of an inch to about 2\ inches, and larger 
sizes can be made specially to order. The thickness of the shell 
depends upon the interior diameter of the tube, running from 
Y^th in. on the smallest sizes to about fths of an inch on the 
largest. Small tubes cannot be formed with thick shells. They 
are stated to be entirely free from grit, are very hard and dense, 
and at the same time exceedingly tough and elastic under com¬ 
pression, and it is claimed that they are not in the slightest 
degree deteriorated by age, but, on the contrary, improve by 
seasoning. It is stated that it can be worked in a lathe, drilled, 
riveted, sawed, and punched; can be fitted with sharp, strong 
screw threads, and receives a fine polish. It is not brittle, and 
cannot be fractured by a fall or any ordinary blow. 

From these sheets and tubes all other forms must be produced 
by ordinary mechanical methods, as Vulcanised Fibre cannot be 
successfully moulded at any stage of its manufacture. 

It is an excellent insulator in all dry positions, and is often used 
as a substitute for hard rubber. 

It has been used in dynamos for commutators, magnet heads, etc. 

Owing to its remarkable toughness and strength, which admits 
of its being forced into all sorts of positions without liability of 
breakage, the ease with which it can be tapped, drilled, and screw- 
threaded, and the firmness with which it holds screws, it is claimed 
that it is far superior to rubber or any material for most of these 
uses. The insulating properties of Vulcanised Fibre have been 
found satisfactory for many purposes. As it is much cheaper than 
hard rubber and similar materials, and improves with age, it is often 
economical to use it. It is made in three colours, red, black, and grey. 
It is susceptible of a fine finish. Tubes are from 22 inches to 36 
inches long. Hard Fibre is said to possess great tensile strength, 
and to sustain great weights without being crushed or injured. 

Roburine.—Another material of this group is called “ Roburine.” 
Symons 2 reports that Roburine can be moulded, is tough, has a 

1 “ Insulation and Insulators.” H. D. Symons. (Paper read before the 
Students’ Section of the Institution of Electrical Engineers, April 27, 1904.) 
With respect to Roburine, Mineralite, Psychiloid, and Litholite, Symons states 
his opinion that “they are of little value as insulators, the only use to which 
they could be put being for bobbins or switch handles ; they are, however, cheap.” 
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fairly high disruptive strength and a good insulation resistance, 
but, like most of the materials in this group, it is inflammable, 
and, like them, is not insoluble. 

Mineralite. —Symons reports that Mineralite has high dis¬ 
ruptive strength, is extremely tough, and will withstand high 
temperatures, but that it also is soluble. 

Aetna material. —This is used chiefly for strain insulators. 
The results of Symons’ tests upon samples of “ Aetna ” material 
are as follows:— 

Aetna .—Used for strain insulators. The following is the result 
of tests carried out on an Aetna strain insulator: Puncture 
resistance, 11,000 volts; insulation resistance, 20,000 megohms; 
tensile strength, 2*46 tons; a sample immersed in water at 120° 
F. absorbed 3*17 per cent, of its own weight in one and a half 
hours. Will withstand great heat without disintegration, but is 
inclined to be brittle. 

For the following compilation of interesting particulars regard¬ 
ing various miscellaneous substances of this group, the authors are 
indebted to Symons. “ Insulation and Insulators,” H. D. Symons. 
(Paper read before the Students’ Section of the Institution of 
Electrical Engineers, April 27, 1904.) 

Paraffin Wax. —Will increase the 'insulation resistance of 
fibrous materials, but is very inflammable. It is acid- and water¬ 
proof. When mixed with linseed oil it forms an impregnating 
insulating material of high disruptive strength. 

Ebonite and Vulcanite. —Types of hard rubber; have very 
high disruptive strength, Ebonite ^th of an inch puncturing 
at 21,000 volts; they are brittle, however, and the surface 
is affected by exposure to air. 

Bitumen is a most excellent insulating material, but owing to 
its low temperature limitations (it flows freely at a little above 100° 
Cent.) it has not been employed in dynamo-electric machinery; 
it has a very high disruptive strength, ^th of an inch puncturing 
at 30,000 volts, and a good insulation resistance. It is chemically 
inert, and does not perish so quickly as coal tar pitch. 

Coal Tar Pitch has much lower puncture resistance than 
bitumen, -y^th of an inch puncturing at 5000 volts; it has a 
lower insulation resistance, and is brittle. 





INSULATING MATERIALS FOR BUSHINGS, ETC. 119 


Asphalt has been, made a commercial success for cable 
conduits; has the advantage that it is unaffected by water; is very 
ductile; and can be easily and cheaply repaired. 

Slate. —Must contain no metallic veins, and should be 
enamelled to render it less likely to absorb moisture. 

Porcelain. —Much cheap porcelain is hygroscopic, and depends 
on the glaze for its insulating properties ; the best shows a vitreous 
fracture if chipped. A simple test to show the quality of porcelain, 
is to chip the surface, and a poor quality will show a flowing stain 
from ink. The best qualities have high disruptive strength and 
insulation resistance, and are unaffected by exposure to climatic 
conditions. 

Glass 1 has a ver y large surface lea kage ; is also sl ightly solu ble 
in rain water, whic h roughens the .surface, dirt accumulates, and 

reduces the insulating^ualities;. it , is, however, superior to much 

cheap porcelain, but has the disadvantage that it is cracked or 
shatt ered by~Xjil m^^ porc elain is only chippe d. Flaw s 

are, ho wever, re adlly^lise^^ in spection, w herea^ in 

porcelain ^insulation tests ar m- generally necessary to disclose 
them. 

Under date of December 18, 1903, Mr W. S. Moody, of 
the General Electric Co. of Schenectady, U.S.A., contributed 
a most interesting paper, entitled, “ Terminals and Bushings 
for High-Pressure Transformers, 5 ' to the Transactions of the 
American Inst, of Electrical Engineers. His remarks on the insula¬ 
tion of main high-pressure terminals and leads are of such great 
interest that we propose to quote them at considerable length. 

“Below 40,000 volts the insulation of terminals offers no 
special difficulty; porcelain or glass bushings can readily be 
obtained that are safe for this pressure, even if the conductor has 
no insulator covering. For higher pressures the problem is more 

1 Gray and Dobbie have found ( Royal Soc. Proc ,, Ixvii. pp. 197-207, October 
31, 1900) “ that potash glasses h ave very muc h higher resistances than sod a 
glasses. In one case the substitution of soda for potash in the composition of 
fargtas was found to diminish the resistance of the glass to 1 -J- ( jth of its former 
amount. It was found that the effect of annealing glass is very greatly to 
increase its specific resistance. In the case of lead-soda glass, the specific resist¬ 
ance was raised to three times its former value. Annealed glass is therefore a 
much better insulator than unannealed glass.”— Sci. Abs. 
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difficult; if no insulation is used on the conductor, the bushings 
become expensive and so large that there is scarcely room 
on top of a moderate-sized transformer for as many terminals as 
are often required. The following are some of the more common 
forms of bushings that have been used:— 

Wooden tubes; 

Hard-rubber tubes; 

G-lass and porcelain tubes, both single and concentric; 

Numerous forms of moulded porcelain bushings. 

“Wooden tubes of the necessary size cannot be thoroughly dried 
and filled. Hard rubber is so apt to contain impurities that it is 
unsatisfactory; moreover, it deteriorates rapidly if ozone is gener¬ 
ated near it. Glass is fragile and must be protected with other 
semi-insulators. Porcelain, or any smooth tube, must be very 
long if it have sufficient leakage surface to be safe when dirty, 
and even the best shapes of corrugated bushings are large and 
expensive when capable of withstanding a test of from 75,000 to 
160,000 volts. 

“All things considered, the writer has found the following 
practice quite satisfactory for test pressures not exceeding 
160,000 volts. 

“ Insulate the lead with varnished wrappings that will safely 
withstand for one minute about half of the test pressure to be 
applied, bringing out this lead through a porcelain bushing having 
the same strength as the insulation of the lead, and sufficient 
surface to prevent leakage at this pressure when dirty ; in other 
words, let the insulation of the leads be sufficient for the working 
pressure and the porcelain be of such strength as to give the factor 
of safety desired. This combination forms a far safer insulation 
than a bare conductor and a larger bushing which would stand the 
same puncture test as the combination, from the well-known fact 
that oxidised linseed oil is an insulation that will momentarily 
stand several times as much as it will for any considerable length 
of time, while porcelain, glass, etc., have no such time factor. 

“ In leads requiring a test of 100,000 volts or more, and insulated 
in this manner, an additional difficulty is met in the induced 
charge on the outer surface of the insulation; at this pressure 
the surface is covered with a heavy brush discharge that so 
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reduces the surface resistance to leakage that 100,000 volts will 
travel along several feet. It is usually impracticable to make the 
insulated lead long enough to withstand the pressure under these 
conditions, but the discharge may be broken up, so that it will not 
appreciably reduce the surface resistance, by bell-shaped pieces of 
rubber, porcelain, or other insulation slipped over the lead before 
all the varnished wrappings are put on, and having its small end so 
shaped as to allow of its being buried in the outer wrappings. 

“ In transformers designed for Y-connection and grounded neutral, 
some transformer builders, in order to save expense on high- 
pressure bushings, have grounded one terminal on the case and 
insulated only such leads as are to be connected to the line; this 
prevents operation with A-connections, but otherwise seems un¬ 
objectionable. In similar manner, the use of three-phase trans¬ 
formers, with the inter-connecting between the phases made within 
the case, reduces the expense and possibility of trouble with 
bushings.” 

Lava. 1 — c< The material now so well known as ‘ lava/ through 
its universal use in the manufacture of gas tips and burners and 
its widespread applications in the electrical arts, is not, as is 
frequently supposed, a natural product of volcanic origin. It 
is the mineral talc (H 2 ,MG 3 ,SI 4 ,0 12 ), which is machined in its 
natural condition, and then baked under certain conditions of time 
and temperature (about 2000° Fahr. or 1100° Cent.) to a condition 
of such extreme hardness that when properly kilned it can 
scarcely be cut except by diamond. 

“ The material, being baked as stated at a temperature of about 
2000° Fahr., is unaffected by any subsequent temperature 
short of that heat, and therefore by any heat to which it may be 
exposed when used in the construction of arc lamps, rheostats, 
electric heating apparatus, etc., etc.,—in fact, under any conceiv¬ 
able circumstances a lava insulator would withstand a far greater 
heat than the conductor which it protected. 

“It fuses with difficulty under a strong blast flame, and has 
no superior in withstanding the electric arc. It is only slowly 
dissolved by hydrochloric acid, and is not affected at all by other 

1 These particulars concerning lava are compiled from a publication of the 
American Lava Co. 
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acids or by alkali. It is absolutely free from metal oxides or other 
impurities which would impair its insulating value. It is 
permanent in constitution, and being a natural product is not 
subject to variations in structure or composition. It neither swells 
nor shrinks with changes in atmospheric moisture, and its co¬ 
efficient of expansion with temperature being negligibly small, it is 
of especial value in instruments requiring a fixed relation of their 
parts under all conditions. 

“ The material before baking is sawn, milled, drilled, turned, and 
threaded with the same freedom as metals such as brass, and by 
tools of the same character. Lava products are produced with the 
same degree of accuracy and interchangeability as those of a screw 
machine, and without the necessity of first making dies or moulds. 

“For most work and for pieces of bulk the method of baking is 
much the same as with porcelain, where coal or coke ovens are 
used; while with pieces of moderate size, and especially where 
close control of temperature is desired for the purpose of 
extreme accuracy and uniformity, the electric furnace or gas-blast 
furnaces are employed. 

“ With respect to accuracy, from the method of working, highly 
satisfactory results are obtainable. For a kilned product it is 
stated that lava offers unusual advantages in respect to uniformity, 
and is much superior to porcelain in this regard. 

“ The American Lava Co., of Chattanooga, Tennessee, U.S.A., has 
made many tests for dielectric strength with transformers of large 
capacity and carefully calibrated electrostatic voltmeters. These 
tests are stated to have demonstrated that lava is remarkably 
uniform in its ability to withstand high potentials, not only 
momentarily, but when continued indefinitely, as its “dielectric 
hysteresis ” and surface creepage loss cause no more heating under 
continued stress than in the case of porcelain under the same 
conditions. Its dielectric strength may be expressed as from 3000 
to 10,000 volts per millimetre thickness, depending, as in the case 
of all other electrical insulators, upon the absolute thickness of the 
sample tested. The diagram in fig. 65 will give a better idea of 
its insulating properties. 

“The cut represents specimens of lava and glazed vitreous 
porcelain in half size, and shows the metal surfaces between which 
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high potential was applied; the outside bands of tinfoil having 
been reduced in width by many trials until the potential would 
puncture the insulation instead of discharging through the air and 
over the ends of the specimen. The potentials indicated are mean 
effective voltages, alternating current (ie. R.M.S. voltages). 
The insulating resistance of lava samples of the shape shown, and 
with similar electrodes, it is stated, has always been found to be not 
less than 30 megohms under ordinary atmospheric conditions. It 
will be seen from the figures given that both the dielectric strength 
and insulation resistance of lava are amply sufficient. 

“ Since lava is acid proof and superior to porcelain and glass in 
heat-resisting qualities as well as in strength, and since it may be 
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turned cheaply in moderate quantities without the cost of dies or 
moulds, it is for many purposes the most practicable of the materials 
possessing any of the above qualities, while no other material now 
in use combines them all. As compared with wood, horn, fibre 
and compositions of rubber, etc., etc., it is stated to be frequently 
cheaper and always better. As compared with mica, lava lends 
itself to a large variety of shapes in which mica cannot be 
employed. 

“ Improvements and economies in lava working have kept pace 
with the times, with the result that the price of lava is stated to 
have now reached a point where it competes with most of the 
commoner insulating materials. 55 




CHAPTER VII 


THE INSULATION OF COMMUTATORS 

In selecting a suitable material for commutator insulation, one 
should remember first of all that no part of the whole machine is 
so liable to give trouble as the commutator, and its condition is in 
most cases a fair index to the machine's condition. 

The requirements for the insulation between segments are that 
the insulations must be— 

I. Extremely compact and firm, yet not too hard in texture. 

II. Uninfluenced by heat. 

III. Of uniform thickness. 

IV. Incapable of absorbing moisture and oils. 

V. Of good insulating quality. 

It has been the general conclusion, after experimenting with 
different materials, such as cardboard, fibre, asbestos, leatheroid, and 
mica, that none fulfilled these requirements as well as the last 
named. But even then one must discriminate, and employ only 
the most suitable quality of mica. 

Eor segment insulations, some firms have used several leaves of 
whole mica cut to the dimensions of the segment, these being 
assembled dry without any varnish to hold them together. The 
writers would not recommend this plan. If it is adopted, one must 
select the softest mica obtainable, so that its rate of wear will be 
at least as great as that of the copper, otherwise the insulations 
will ultimately project slightly above the surface and prevent the 
brushes from making constant smooth contact with the copper, 
thereby causing sparking and blackening of the segments, and 
necessitating frequent turning, sand-papering, and truing. This 

method of construction has the disadvantage of high cost, as the 
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waste trimmings from cutting the mica to the required dimensions 
have little or no value, so that the .method is in many cases too 
expensive to be permissible. 

Another method consists in pasting together in layers, mica 
which has previously been split into very thin small pieces, the 
object of splitting being that the laps will make no appreciable 
difference in the thickness per layer. Shellac, copal varnish, and 
various compounds are used for sticking these bits together, but 
the sticking medium should be thinned and sparingly applied, 
as the plate which has been built up in this fashion must be 
pressed and heated (preferably at one operation) to expel from 
the plate all but an extremely thin film, only just enough to hold 
the components together. The plate thus formed is then sawed 
or sheared slightly larger than the commutator segment. It is 
afterwards again heated and pressed, and is finally put through a 
milling machine which grinds it to the proper thickness. The 
plates must be of extremely uniform thickness, a variation greater 
than 0*05 millimetre not being permissible. 

After assembling the insulations and copper segments in the press 
ring, they must be again heated before or during the pressing 
operation, so as to squeeze out all surplus sticking varnish, and to 
firmly press the copper and mica segments together into a compact 
structure. This completes the most exacting part of the process. 
Green or amber-coloured mica should preferably be used for the 
insulation between segments, as these are the two softest grades, 
and it is well to repeat that great care should be taken to exclude 
all unnecessary sticking varnish. 

The cylinder and end-ring insulations may be made up of 
any good quality of mica, for the difficulties are chiefly of a 
mechanical nature, the thickness required for mechanical strength 
being greatly in excess of that which would be required for 
suitable insulation. The mica is split fine, and is afterwards 
pasted together, either into rings of the proper dimensions or 
into a semicircle, which is afterwards bent to shape, and the 
joints broken and matched. This is then formed in a mould 
and heated, or is placed directly in the commutator, which itself 
acts as a mould. The former method is much to be preferred, 
in spite of the greater expense. The secret of obtaining the 
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best results is in the application of heat whenever pressure 
is used. This facilitates the exudation of all sticking varnishes 
and of all moisture, and assists in making the structure compact 
and solid. It must, however, not be carried to such an extent 
as to carbonise the shellac, for in that case any oil in proximity 
to the mica insulation would be absorbed, and thus lead to 
disintegration of the mica plates. 

We have referred to the imperative necessity of employing 
the softest mica for the insulation between segments. It may 
be said that the cause of the great majority of the defects developing 
in commutator insulations is attributable to oil. This subject 
has certainly never received the attention which it deserves. 
When really necessary to employ some commutator lubricant, 
vaseline or paraffin should be used. Oil should never be per¬ 
mitted. Thrust collars and bearings should be so shaped that no 
oil can escape beyond the confines of the bearing boxes. A 
drop of oil on the commutator to-day will not at once lead to 
any difficulty, but in time the oil mixing with the fine copper 
and carbon dust, and carbonising under the influence of the 
heat caused by the current and by the brush friction and the 
sparking, will have its effect. A spot here and there on the 
commutator will ultimately be seen to glow intermittently, and 
will eat its way deeper and deeper, in many cases without being 
discovered, and in the process of time it will have covered enough 
area to set up a high resistance leak between some two segments. 
This continues, the segments sometimes finally becoming blue 
from the heat, and sometimes the coil breaks down through the 
heating caused by the leak between segments. In some such 
cases, when the trouble has been located in time, further trouble 
has been avoided by carefully scraping out the injured insulation 
and filling up the cavity with a heat-resisting plugging. 1 To do 
this successfully is a by no means easy matter. 

1 Silicate of soda, mixed with fine mica dust so as to form a paste, plugged 
into the crevice, answers the purpose. 











CHAPTEE VIII 


lTING- varnishes, paints, and impregnating materials 

eng varnishes are employed to improve the initial insulating 
5S of papers, fabrics, and fibrous materials which arc un¬ 
ci with them, and to maintain the constancy of their 
.sulation resistance. 1 

ie varnish embodies all the desired properties. ft is 
y to have a knowledge of the good and bad qualities of 
varnishes. For most purposes an insulating varnish 

upon this last function, namely, that of maintaining its constancy, 
ngton lays stress :— 

• primarily necessary for us to define the exact function of a varnish 
the coils or windings of a dynamo-electric machine. Why should 
be used at all ? Solely because there has never been an. insulating 
need which did not need some sort of reinforcement, which could 
be best applied in the form of a paint or varnish. Motors will not 
in very dry situations, unless some protection in the shape of 
i applied. We asked electricians for an explanation of this; they 
xt water got into the machines if varnish was not used. When this 
xs applied to street railway motors running on submerged tracks, 
xrs unprotected from street spattering, the explanation seemed to he 
hut its adequacy was completely lost when we applied it to 
machines, running under fairly good conditions. 

T the insulation resistance of the varnish is not required to enable 
lire to run. There probably never lias been a successful machine 
vherein the difference of potential between turns was equal to 10 
of the insulation resistance of the ordinary doxiblc-cotton covering 
s used on those turns. This covering has an insulation resistance 
xbout 200 volts alternating current, and it is obvious that if that 
could be made constant there would be no necessity for the rein- 
of machine insulation with anything in the line of paint or varnish, 
vords, any paint or varnish which is used on magnet coils is used 
>e of making constant the initial insulation resistance of the cotton 
—Franklin Inst., March 12, 1903. 
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should give a permanent- and thoroughly uniform coating of 
insulation which will not become brittle, crack or peel off through 
the influences of heat, age, and ordinary service. It should be 
plastic, and should not flow at any temperature below 200° C. It 
should not cause corrosion; and its mechanical strength should 
remain constant. Neither water, acids, nor oil should affect it. 
It should be as cheap as practicable. Sometimes one insulating 
varnish may be mixed with another, and far better results obtained 
than by using them separately, but to employ such methods with 
success requires much experience, and a knowledge of the composi¬ 
tion .of the component varnishes. 1 

1 “ Taking first ‘ paints or varnishes, 5 we find the following features desir¬ 
able, if not absolutely essential:—(1) They should be quick-drying, and yet 
should not lead to great waste owing to the drying up of the solvent; (2) 
they should have considerable elasticity and strength ; (3) have a high melting- 
point, and should not lose their insulating properties or char with possible 
rises of temperature in practical use; (4) should not chemically affect the 
copper conductors ; (5) must he waterproof and unaffected by oils, acids, and, 
as sometimes specified, salt water; (6) last, but not least, should be good 
insulators. 55 —“On Insulation, 55 Electrical Engineer , September 16, 1904, p. 411. 

The following note from Science Abstracts is useful in connection with 
this subject:— 

Insulating Taints — Toch. — “A brief article on electric insulating paints. 
The materials employed in the manufacture of insulating paints and varnishes 
consist principally of resins in a suitable solution. The addition of a metallic 
element would be decidedly harmful. The principal gums that are used in 
making insulating varnishes are resin, asphaltum, pitch, tar, kauri, manilla, 
shellac, and copal. The principal solvents are turpentine, benzine, benzol, 
acetone, alcohol, bisulphide of carbon, linseed oil, china-wood oil, and in some 
instances water. Resin is very largely used as a gum, but in very fine work 
a solution of resin alone is rather dangerous. 55 — Electrochem. Lid ., December. 

The manufacturers of “ armalac 55 refer to three materials for use on magnet 
wire, namely, paints, varnishes, and insulating materials. In one of their 
publications they state :— 

“Varnishes and paints are chemically and mechanically defective for pro¬ 
tecting and reinforcing the insulation of the cotton covering of magnet wire, 
so that it shall not absorb moisture, dirt, and copper oxide and thereby lose its 
insulating power. But absolutely infallible insulating material can readily be 
obtained. True, insulating compound must have an initial resistance of 1000 
volts for each 0*001" in the thickness of the film, measured by one minute 
strain at 70° Balir. Many varnishes and paints give a better initial resistance 
the above, and this leads electricians to overlook mechanical defects 
i quickly render them wholly useless, and chemical defects liable to 
ueauroy all insulation in contact with them. 

“A good initial resistance is not more necessary than is permanency of 
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fii the curlier days, shellac* varninh (gum ‘lac.’ dissolved in 
alcohol? was widely employed in the insulating of olectrial 
machinery. It Iuh tin* fuuIf-H of softening with moderate heat, 
of being ml I tor liven isropie , 1 and of powdering under the influence 
of m* and of t\\n rodvo limiting / 1 It has long sineo given place 
to inoro nailable varnishes. There are now a large monitor of 
finu-H engaged in tin* manufacture of insulating varnishes, One 
of flu* earliest firms to enter this field brought out Sterling 
Yarni-di, which enjoys a wide use, It would appear that the 
mat or ialn imw supplied under that name are eonsiderahle improve¬ 
ments upon the original varnish placed on the market. 

Sterling Varnishes.--- . 4 . Sterling Kxtra Insulating Varnish 

m a heavy bodied varnish, ami appears to be composed mainly of 
c«*1101*11!rated linseed oil and t urpentme, and probably also contains 
a small amount of resin, If has an exceedingly high and uniform 
insulation strength, and gives a tough hut flexible and elastic 
coating. It m claimed to be impervious to the action of water and 

Co ils!?n of |iff♦ ‘*"fiv<* **aj*aeify, and rhrmirnl stability. Anna- 

O'.o' ■ -ur u- * for rlinffiod tramfrirnmtions, 

M *fV imea* * iioniafific tartfid* s orfusisit in an easy matter, but. for absolutely 

lobohbT ne-Tcbm lb** de*h’i*‘iau nmU look to flu? rhembt with knowledge 
t4 rl»-un«ul work, m die I’iiemi'-t win or pmotiml experiences m well an terle 
jo* -'it Iu^e ( vb-ifS ejuibb- ‘ him fo d*TmiU*ly locate. and overcome, the ar.tual 

ole U< b" t ^ i >b«- rls'iio 1 who will brudi a 4de fdd habits and id ran and attack 
fb* pr*> 1-bio web ifedf-rff method Y 

3 M eu< n e * i n only !«' made into a tirre i fnl varninh by dimolving if. in 
abojjoi^a Y-4-Y and wamr, You mn make a dudlae varnish totally devoid 
of '.siVj, b / oa e^fiui,! /in it i'offifiiert'tally ; and if you emdd, you could not 
Is'ipit no r v<- «!*•• TYTo* m dedle- wiruidt rapidly at tracts momture the moment 
U i-\f,u-r<t «a- sj'jiln -i," Kairingtoii. 

M S lob*, a hob i' f ie* j.untied form of * dirk iae/ m the product of an 
uu'.t'i * wbah Yp * / it* e;y - on tin? bramlu* * of certain trees in India. 

IlieM' use -*; m| uU’ **4b mieloti-*l in eanvan hags, and heated ; the 

lap-u! ahu'U io4> dr-si I-* »|n*'e/ed out of them foniiH a ^rndi! shell nr, Similar. 
Mfiu-h r |f!r|rij f w| by di’"ohiiic dft'Hfie in methylated spirit.”— tthrtru'ni 
t/o^r ;/u, u4. n, p, ||H, 

»* >b* Ibe i a ‘o!ii|^rmd «4 r* gefable ledn arirls tuugheiied hy insert wax, 
im-ehr 1 in ;Jro|ir4 if, make, a rapid drying viuiddn Ah oheilar, is very 

bu^ba c i ^ rpd' k!) ct■ rind to j*owde,r by th«* vibratifui of a roil T and its 

4 i#.‘-.d,>Uon w\ e-a bate**' mv f|iimltly destroyed. The ar,fion of the 

U'u?# a-M-bi u\ hollar on eopj»**r wire m to form the green diHrolorntion of 
5 Mpper wbrnh impr»^ r na?e the eottoii covering and fleatroy tin inaulationT 
Id <4u ,i |iu'i4nalion «4 flu* uriitohirf urers of **aimalaed’ 
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oil. 1 It is generally applied to fabrics or paper, and the process 
should consist in giving the material a thin uniform coat of the 
varnish, either with a brush or—and preferably—by immersing 
the material in the varnish until it is completely impregnated. It 
should then be suitably hung up by one edge until the superfluous 
varnish has dripped off. 

Afterwards it should be baked in an oven at from 60° to 80° C., 
and if a vacuum oven is employed, air must be admitted from time 
to time, in order to oxidise the varnish to a hard, dry surface. 
Baked in a vacuum, it remains soft and sticky, hence the admission 
of air is essential. According to the thickness of varnish required, 
the material should be repeatedly immersed in the varnish, and 
baked after each immersion. If the solvent is allowed to evaporate, 
the varnish becomes unsuitably thick for obtaining the best results. 
On shipment from the Sterling Varnish Co/s factory, the varnish 
has a specific gravity of 0*90. It should be maintained at from 0*87 
to 0*90, by thinning it from time to time with petroleum-benzine. 2 

Besides the Sterling Extra Insulating Varnish, the Sterling 
Varnish Company supply other grades, which they state to be 
based on this varnish as a standard, with certain properties 
accentuated, as shown by their names. 

II. The Sterling Quick-Drying Insulating Varnish is claimed to 
be quick-drying and elastic, to resist oil, to yield a uniform 
coat of uniform insulation, and to save a great deal of time in the 
shop for drying. 

III. The Sterling Elastic Insulating Varnish is stated to be 
suitable for work where extreme elasticity and long heat resistance 
is required. It is stated to have good insulation, and to resist oil 
and water. It is further stated that it “ will stand the heat of 
the baking oven for 60 days without injury, ensuring the per¬ 
manency of insulation of coils in overloaded machines.” 

1 It will be seen from the footnote on the following page that this claim is 
very emphatically disputed in some quarters. 

2 “ It is not advisable to use too thick a varnish, as the solvent will enter the 
pores of the material, leaving the dissolved portions on the outside, and on 
dxying the solvent will evaporate, and the disruptive strength will not be 
much improved, as it will still be hygroscopic, and likely to absorb moisture. 55 

Insulation and Insulators, 55 H. D. Symons. (Paper read before the 
Students 5 Section of the Institution of Electrical Engineers, April 27, 1904.) 
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liable to occur in cases where the cotton insulation on the wire is 
not first carefully dried out. It is sometimes maintained that the 
first thin layer of green corrosion protects the copper from deeper 

which experienced varnish and paint makers furnished us. Linseed oil is a 
commercial commodity solely because of the rapidity, as compared with all 
other oils, with which it absorbs oxygen. A method of arresting the oxida¬ 
tion of a film of linseed oil at any desired point would be of immense 
value to the electrical fraternity. We cannot hope to arrest the oxida¬ 
tion of a film of linseed oil at any particular point. It continues to 
oxidise until it becomes a brittle, cracked, and utterly defenceless mass, so 
far as its capacity to prevent the passage of any stray electric current is 
concerned. More electrical apparatus have been reconstructed or repaired 
because of the oxidation and other defects of linseed oil than of all other 
causes put together. 

“ A great many electricians like to claim that their apparatus is well 
ventilated. ‘Well ventilated 5 also means ‘well oxidised. 5 There are very 
few armatures which are not ‘ well ozonised 5 also. 

“When the wearer of a black coat leans against the white trimmings 
of a house which was painted with linseed oil and white lead last 
spring, he has to dust himself off, simply because the oil which should 
have held the pigment to the house has been totally destroyed by atmo¬ 
spheric action. It is because of this quality of linseed oil that we are com¬ 
pelled to have a varnishing day in our art galleries; and it has never been 
disputed that thoroughly oxidised linseed oil is not only soluble in water, 
but is hygroscopic, since that fact was established many years ago by eminent 
German authorities. 

“We had to consider that an insulating compound might be used some day, 
in a generator located on top of a steel penstock in an isolated power-house 
where there was no heat, and that when the generator should shut down, it 
would attract moisture at a tremendous rate by condensation. It would not 
run a week under these conditions if it were insulated with a linseed oil 
preparation. It is well known that a series of chemical actions may take 
place in an electrical machine, wherein linseed oil may be found wholly 
responsible for the presence of water even before the oxidation of the oil has 
reached the advanced stage. This occurs when an atom of hydrogen in the 
oily acids of the varnish is replaced by an atom of copper. The ejected atom 
of hydrogen selects a pair of friends from the oxide on the wire and thus 
produces water. Only one material was able to pass these tests for the 
exclusion of moisture under practical conditions, that being the high melting- 
point paraffin compound, whose widely successful use has brought to me the 
honour of delivering this address. 

“A particular point which led us to the adoption of this material is its 
capacity to withstand high temperatures for a great length of time and still 
maintain its original plastic condition. The vibration in a high-speed armature 
probably equals that in any mechanical device when the shattering jars of 
gear connections are taken into consideration, and when street railway 
machinery is added to the list of apparatus under consideration. 
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deleteriously upon linseed oil, and upon insulations impregnated 
with linseed oil varnishes . 1 

However this may he, a number of other varnishes have been 
placed on the market, for some of which it is claimed that these 
particular faults have been overcome. This is doubtless a fact in 
the case of at least one of them, namely, armalac, for in this 

1 “Affecting the copper winding chemically applies more particularly to 
varnishes, but as insulating materials are generally secret mixtures it is not 
safe to say that all paints are free from this fault. If, however, care is taken 
to neutralise any acids, such as would attack copper and give us the green 
deposit of copper sulphate, this fault is done away with. The moisture in 
the cotton covering of wires, not dried out before varnishing, assists in this 
chemical action which destroys the cotton covering, and thus leads to short- 
circuiting of the turns.”—“ On Insulation,” The Electrical Engineer , September 
16, 1904, p. 412. 

“ Amongst the obstacles to the insulation of armature coils, etc., are :— 
Firstly, the moisture and acid in the cotton wire covering. Nearly all the 
moisture and some of the acid can be driven out by baking the coils and 
treating them with insulating compound while they are yet hot. But the 
compound must prevent the re-entrance of moisture. It must do this 
mechanically by permanently hermetically sealing all pores. It must do it 
chemically also. The last sentence explains the defective insulation of linseed 
oil and compounds containing it, as oxidised linseed oil is hygroscopic (i.e. 
absorbs moisture). True, insulating compound must permanently arrest the 
action of the acids of the cotton. Varnishes cannot do this, being themselves 
readily acted upon by those acids. 

“ The second obstacle is the susceptibility of copper to the action of oxygen 
and weak acids. The copper oxide or ‘ salts of copper 5 thus formed are 
rapidly absorbed by the cotton, and its resistance is thereby destroyed. 

“ It is a sad mistake to think that the green discoloration of cotton, paper, 
or mica is of no consequence, because tests show them to still have quite a 
good insulation after the discoloration has taken place. For such tests are 
made long after and under very different conditions than those operating 
when that chemical action took place, and even then they show that the 
insulation is radically decreased. 

“ When that chemical action took place, there was little or no insulation at 
all. A varnish solution of copper is not good insulating material, and at the 
time the action takes place gases may be formed which are good conductors 
of electricity. 

“ Every care should be taken to keep acids out of the copper vitals of 
electrical apparatus. 

“ These points are too well known for comment, further than to express 
astonishment that electricians do not take them into consideration. The 
copper oxide frequently penetrates thick paper and other mechanical insula¬ 
tion, destroying their value.”—From a publication of the Massachusetts 
Chemical Co. 













INSULATING VARNISHES, PAINTS, ETC. 


135 


varnish a material of entirely different character is employed, 
namely, paraffin wax. It is stated that armalac is black paraffin 
wax in solution in petroleum naphtha, the melting point of the 
paraffin being permanently raised by a secret process. It is 
claimed for the compound that while its melting point is over 
300° Cent., it never becomes hard and brittle on an armature, that 
there is an. entire absence of any traces of resin acids, and that all 
possibility of any formation of salts of copper is excluded. 
Armalac is said to absorb all lubricating oil which may enter into 
it, and it is claimed that its insulation resistance is not thereby 
impaired. It permanently retains its plastic nature, but it 
nevertheless dries quickly and thoroughly. It is claimed that its 
initial insulation is also permanent. In appearance, armalac 
resembles a quick-drying asphaltum paint. It is stated to be a 
perfectly homogeneous compound, containing no sediment and 
undergoing no chemical change, either in the liquid form before 
use or after it is applied. The solvent rapidly evaporates, leaving 
a dry but plastic film behind it. 1 

1 Tlie manufacturers of “armalac” rest a considerable proportion of their 
claims for the material on its alleged “friendliness” to lubricating oil. In 
one of their publications they make the following statements :— 

“ The constant presence of lubricating oil has been erroneously thought to 
be a cause of short circuits. No compound should be used whose chemical 
nature will be affected by combinations formed (under the heat of the 
machine) with lubricating oil. (The latter is a good insulator always.) 
Varnishes (composed of groups of vegetable or resin acids) release free resin 
acids when forming combinations with other oil, and it is the free resin acid 
so produced which causes the short circuits commonly attributed to lubri¬ 
cating oil. 

“ A true insulating compound will take up all the oil that comes to it, and 
its insulation and durability will be reinforced thereby. 

“ Oxidation is the worst enemy of an armature. 4 Well-ventilated armature 5 
means * subjected to constant oxidation.’ A true insulating compound will 
keep oxygen off the copper. A varnish will carry it in until chemical laws 
are repealed. 

“ A true insulation will carry neither free acids nor acids in a combination 
liable to be subsequently broken by working conditions. There is no varnish 
known to commerce to-day which does not show this defect when applied to 
the copper vitals of high-cost machines. c Armalac 5 is the trade-name for a 
black paraffin with a melting-point far above the actual requirements. It is 
impervious to moisture and oxygen, strongly resisting all acid action, and 
shown by eight years’ test to remain permanently plastic under heat. It is 
always a ‘ brother to lubricating oil, 3 and no short circuits can be caused by 
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The manufacturers make the following suggestions and directions 
regarding the use of armalac:— 

“ When it is proposed to paint double-cotton covered armature 
and field-magnet wires, it is advisable to put them in the stove 

oil in machines insulated with armalac. It dries very rapidly, and its method 
of application is similar to that of shellac or varnish. 

“Its cost varies from ^ihr to part of the value of the machine it 
permanently protects.” 

In another publication the manufacturers of armalac set forth the following 
definitions and criticisms of impregnating materials based on other principles:— 

“ French copal or spirit varnishes are composed of fossilised or unfossilised 
resin acid gums dissolved in spirits to form a rapid-drying varnish more 
brittle than shellac and less capable of arresting moisture. Resin acids are in 
precariously weak union. 

“Asphaltum, japan, black varnish are various compounds of bitumen in 
solution in naphtha, turpentine, and carbon bi-sulphide, in which an attempt is 
made to lessen the natural brittleness of the asphaltum by tempering it with 
linseed oil, pitch, or rubber. These tempering materials are very short-lived ; 
the compound is quickly reduced to powder by the heat and vibration of the 
coil, whereby the powdered asphaltum mechanically loses its power to exclude 
moisture and give insulation resistance. 

“Linseed oil.—A vegetable oil, having commercial value because of the 
rapidity with which it absorbs oxygen. It is very durable for house paint 
and furniture varnish, but the heat and intense oxidation of a well-ventilated 
armature quickly convert it into linoxyn, a brittle powder which absorbs 
moisture. Of all materials tested, linseed oil gives the greatest assistance to 
the impregnation of cotton covering with copper salts. 

“ Oil varnishes are composed of fossilised and unfossilised resin acid gums 
melted in linseed oil, thinned with turpentine and naphtha in the process. 
This name covers an almost endless number of compounds, varying chiefly 
in the proportions of oil and gums. They present all the defects of ‘ spirit 
varnishes 5 increased by the defects of linseed oil. 

“A number of spirit and oil varnishes have been exploited wherein the 
makers have attempted to obviate the defect of brittleness by the introduction 
of slow-drying oils, such as cotton oil, rape oil, corn oil, etc. These show up 
somewhat better than true linseed oil varnishes in superficial tests, but the 
severity of actual working conditions shows them to be much more defective. 

“ Copper Salts.—The action of acid on copper is so widely known that its 
introduction into coils of copper wire by intelligent men is almost beyond 
belief, yet shellac-varnish, gums, linseed oil, rubber and pitch, composed 
almost entirely of acids, are every day daubed and soaked into the copper 
vitals of high-cost machines. 

“ A varnish may show magnificent insulation and resistance to moisture and 

'' ‘ t at the outset of its career, but it must be condemned as worthless if its 
■ are quickly shattered by oxidation and powdered by vibration, or if it 
mbine with copper and impregnate cotton covering with a metallic salt 
1 conductivity.” 
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first, so as to dry out the slight amount of moisture that is usually 
present, and then they can be painted over with, or dipped.in, cold 
armalac. 

“ Armalac dries quicker than any other compound, hut it does 
not dry brittle. Every particle of liquid leaves the layer of ar¬ 
malac in less than thirty minutes, but the film remains permanently 
plastic, though not sticky. This plastic quality is not because of 
the presence of slow-drying oils ; they are not permanently plastic, 
and armalac is. Frequently electricians have unsuccessfully tried to 
bake armalac hard. 

“ It will be noticed, probably, when painting, that armalac 
apparently goes right through the cotton covering and hardly shows 
on the outside. This is as it should be, since it practically insulates 
the copper itself, but by giving it another coating you can also fill 
up the cotton and make it practically a double insulation. It will 
usually be found in armatures insulated with shellac, that the tape 
becomes very brittle and tears like paper ; this, however, does not 
occur when armalac is used, as it has no tendency to this dis¬ 
ruptive effect. 

“ Former wound coils are preferably treated by being dipped in 
armalac, and then suspended either for a short time in a drying 
stove or for, say, half an hour to one hour in the air, and they can 
then be bent and driven into place without any scaling off of the 
insulation. 

“This plasticity enables the films of the compound between 
layers of wire to come and go with the expansion, contraction, and 
vibration of the windings of a coil without powdering or 
mechanically losing their initial resistance, and armalac is the 
only compound known to-day which permanently retains this first 
requisite of good insulation. 

“ In several works cotton-covered wires are passed through a 
bath of armalac, and then are dried mechanically by passing either 
through a warm tube or through a chamber with several small fans 
causing a draught, which promptly dries off the petroleum naphtha, 
and it can then be used at once for various purposes. For ordinary 
uses armalac maybe applied exactly the same as shellac or varnish, 
but, as before mentioned, it requires far less baking. If armalac 
should seem too heavy in body for any particular purpose (it is 
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usually not found so), it may be diluted with benzine, and in thus 
changing the specific gravity it is advisable to have a hydrometer, 
so that it may be kept fairly constant to the particular body or 
specific gravity required. 

“ Mix nothing with armalac. Dilute (when made necessary by 
evaporation) only with petroleum naphtha. Have all mechanical 
parts of coils perfectly clean and dry. Use closely woven cotton 
cloth instead of rubber tape. Cloth should be put in place, 
fastened, and then saturated with armalac. Saturate each layer of 
wire with armalac.” 

Certain disadvantages attending the use of armalac as applied 
to armature insulations relate to its tendency to ooze out under 
the influence of high centrifugal forces and heat. 1 Its insulating 
quality, while not high, is stated to be exceedingly constant, and 
it may often be used to advantage on the stationary parts of 
dynamo-electric machinery. There are various varnishes of the 
gilsonite and asphaltum orders which, while permanently plastic, 
are less liable to fly out under the influence of centrifugal forces 
and heat, and have a higher disruptive strength than armalac. 
They are, however, not entirely free from vegetable acids, and any 
corrosive effects would be less readily discovered, owing to their 
colour. 

No one varnish is suitable for all purposes. A varnish with 
corrosive propensities may be safely used, provided another varnish 
free from this propensity is first applied next the copper to shield 
it. 2 A varnish which always remains soft and pliable is exceed¬ 
ingly useful for form-wound armature coils, as flexibility is 
essential in assembling and especially in repairing such coils. In 
some cases a varnish need have but moderately high insulating 
properties, if only it has durability and toughness. In other cases, 

1 “ If high melting-point is forthcoming, coils or armatures may be satis¬ 
factorily baked. Armatures, however, running at high peripheral speeds, 
especially turbine armatures, throw off the varnish in which they have been 
dipped at comparatively low temperatures, as the high centrifugal force assists 
in this work. This is, of course, a great disadvantage.”— The Electrical 
Engineer for September 16, 1904, p. 412, “On Insulation.” 

2 “ Complaints are heard of the attack of some varnishes on particularly thin 
wires. For such purposes it may be well to prevent direct touch of the varnish 
and the metal by an intermediate coating.”—Dr Max von Recklinghausen. 
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the ability to dissipate heat is a recommendation. For some 
purposes the varnish must dry quickly in the air, 1 and present a 
hard, smooth surface, to which dust and oils will not readily adhere. 
In some cases a waterproof varnish is indispensable, and in still 
other cases the varnish must resist the action of acid fumes or 
of heat. Where great vibration is present, as in high-speed 
armatures, copal and asphaltum varnishes are liable to pulverise. 2 * * 

A varnish is supplied under the trade name of “ Dielectric 
Varnish/ 7 which is stated to be “a perfectly pure linseed oil gum 
varnish, for baking only/ 7 and that it is cc absolutely free from 
rosin, metallic dryer, and from free acid or other acids, except the 
combined acids of the linseed oil.” The material is stated to have 
great elasticity after baking, and the very highest dielectric strength 
and ohmic resistance. It is especially designed for building up skin 
insulation on the outside of copper coils. This material would 
appear to be not unlike Sterling Varnish. 

The same firm supplies a paraffin varnish under the trade name 
of “ Dielectrol/ 7 and describes it as “ a black fluid insulating 
compound for the inside of copper coils, either for application by 
painting on the coils as they are being wound, or for dipping after 

1 “ It will be obvious to anyone acquainted with shop methods the great 
saving in time and the increased output that can be obtained from a given 
drying stove, the more 1 quick drying ’ the insulating medium is. With this 
object in view recourse has been made to shellac, copal, and resin varnishes, 
using alcohol as a solvent. This would not be objectionable but for the fact 
that when the spirit (and also the water it carries) has been dried out, the 
resulting solid is too brittle. This solid under vibration or due to expansion 
and contraction, as the winding heats up and cools down, is in time reduced 
to a powder, and is then, of course, useless as an insulator. Should it be a 
revolving portion of a machine that is insulated with these varnishes, then 
centrifugal force will assist in the destruction of the insulation. Oil 
< varnishes ’ are not * quick drying 5 * unless an objectionable amount of 
*dryer’ is introduced.”— Elec, Engr., September 16, 1904, p. 411, “On 
Insulation.” 

2 “ From the point of view of elasticity and strength, all mixtures, as distinct 
from chemical compounds, should be avoided. They are objectionable because 

of separation through settling. Should this be overcome by frequent stirring 
it is only temporary, as separation can take place after application. These 

mixtures are often brittle when thoroughly dry, and this considerably impairs 

their use. The American asphaltums, or, as they are rechristened here, 

varnishes, are satisfactory at first as regards elasticity, but in time become 

brittle.”— Elec, Engr, for September 16, 1904-, p. 412, “ On Insulation.” 
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the coils itm Thu material in staled to be “ chemically 

inert, of pamHin origin/’ anil to have it flowing poinl, tmfliciontly 
high to ensure its jmniiiiniMtt, retention on the coil during nil 
working conditiona It in claimed that it is permanently plant in 
and air dries in a few min ///*•*, hut baking irt recommended, an it 
drives out the moisture from tins cotton covering and allows flie 
excess of material to drain off.” 

lit olio of their publications the manufacturers of thin varnish 
sot forth tin) argument that a minimum of thickness of insulation 
Jmtween turim in generally required for insulation purjKMOH, if only 
thin mutilating distance can ho preserved, and its efficiency us a 
dielectric maintained unimpaired. Tho prohlom in thus to keep 
conducting material peritiuttetitly out, and if tin moans I ho exclu¬ 
sion of moisture, 11 its woll jib iwmsiblc decomposition products of 
irrational insulating varnishes; and to keep the wires ajatrl/* 
“ Hero a mechanical eouHtdem! ion enters, Double cotton revering 
in a weak material to U;ar the handling of Urn anna turn winder, and 
tho different forces tending to pull, drug, and throw the wires out 
of their proper places. It in desirable, therefore, to cement tin) 
itirun together hy a pcirsiunieiitly plastic, tough amt peiief rating 
material, possessing the other requirements of kiiiig chemically 
inert and MuiHfcitru-proof. M 

11 Kmpiro” Insulating Varnish m dcscrilied hy its manufacturer* 
m a black oil varnish with extremely high penetrating projx»rtictt, 
11 taking and drying very rapidly.” It is further stated to las 
l# perfectly flexible, to have remarkably high insulating properties,” 
and to lie 11 proof against acids, Halt, and moisture,*’ ami not to 
11 Mister under heat.” 

Tlio following instructions urn given for its use:— 

11 first, dry tho coils hy baking at about 100' (>nt„ taking 
care that all moisture is completely expelled. I>ip the coils, 
while still hot, in the varnish until they are thoroughly satur¬ 
ated, then replace in the 1 taking oven for half-aii-hour at akmt 
t00 § Cent., milking provision for the surplus varnish to drain 
out When all dripping ceases, allow the coils to cool When 
cold, a coat of varnish may he given with a brush, when 
the finished coils will have a glossy black appearance, as if 
enamelled.” 
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Most, of tho.se firms’ best quality varnishes range in price from 
four to six shillings per gallon. 

" Berrile " 1 is an impregnating gum. It is brittle, but has high 
disruptive strength, a sample -079 cm. thick being punctured by 
l. r »,70i> volts; runs freely at rather a low temperature, but its 
insulating qualities are unaffected by very great heat; is good for 
impregnating paper and cloth, but papers so treated, though 
rend*sred tough, require great care to prevent cracking. Symons’ 
result h for the disruptive strength of “ Berrite ” are given in the 
eurves of fig. 84a. 

It has toon pointod out in various quarters that linseed oil 
varnishes should ho tho more avoided the more the apparatus 
approaches tho “ventilated” type. However this may he, the 
argument, has been put as follows:. 

“ Continued high temperature tends to produce brittleness, due 
So oxidation ; it is for this reason that tho author is of the opinion 
that it is inadvisable to use paper or linon impregnated with 
linseed oil for the insulation of armatures of dynamo-electric 
machinery: linseed oil has a groat affinity for oxygen, and in 
random design good ventilation is given the armatures of 
machines, and these, when warm, will holp to produce oxidation 
of tho impregnating linseed oil, and thus produce brittleness; 
this question of the insulation of tho armatures of dynamo-electric 
machines is one of immense importance, their successful running 
depending upon their insulation, and it is a very severe treatment 
of any dielectric, as the temperature is constantly changing, some¬ 
times very high temperatures toing attained by continued running 
on overload.” (Symons, “ Insulation and Insulators.”) 

Linseed oil has tho property of swelling when drying, 2 and when 
heated to the toiling point, its penetrating properties cause it to 

• “ Itiiuiiat ion and Insulators,” H. D. Symons. (Paper read before the 
HitidxnlV Section of the Institution of Electrical Engineers, April 27,1904.) 

t Thi* has been pointed out by Fessenden (see p. 144). Symons, in 
rof«rr*i*g to thi** projwrty, state - 

* hmmmd fill k m extremely good oil for impregnating purposes, and has 

llir mtmrlcabU* proj>erty of excluding on drying, hut, as before stated, it is 
iPi! .fisiitulil© for armature instilatiou. JJ — <4 Insulation, and Insulators, H. D. 

(I’ajmr rml before the Students’ Section of the Institution of 

Klrotrical Engineers, April 27, 1901.) 
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fill the pores of woods and of fibrous materials in general - 
Moisture is thus excluded, and the insulating properties of tfu* 
impregnated material are greatly enhanced. A little parafli** 
wax can well he added to the linseed oil when employed for 
impregnating purposes. 

I t is convenient to have a large tank heated with steam pi pen # 
maintaining the double-boiled linseed oil constantly near the* 
boiling point. Prior to dipping in the linseed oil, the materials U* 
be impregnated should bo dried out in a vacuum oven. They 
should then he placed in the oil tank for twenty-four hours, and 
should finally he again baked at not over 70° Cent, in an oven 
from which the air is not oxeduded. This enables the linseed oil 
to harden through oxidisation. 

Carbon bisulphide, benzol, naphtha, and turpentine figure largely 
as solvents for impregnating materials, and are each in ihemsolvew 
good insulators. 

The so-called Japan varnishes vary greatly in their composition 
and disruptive strength. 

Varnishes of collodion and celluloid compositions may he em¬ 
ployed in providing copper wires with a tough, durable, ami pliable 
insulating skin, which will not readily (‘rack. Wires so treated 
are gradually coming into use in certain cases where the space 
factor would otherwise he very low, hut the extensive use of such 
methods must he preceded by a great deal of experimental 
development. 

The results of some comparative tests on the use of two sorts 
of varnishes on several different materials are given in Table XXX. 
Each result is the average of tests on several samples. The resulta 
show in an interesting way that one varnish vmij f/im the bml 
results with one material, and another varnish with some other 
material, 

Fessenden 1 has made a number of valuable suggestions on the 
subject of impregnating varnishes, based upon Ids extensive 
experience 

“ In cases where cloth is to be treated we have a very different 
question. There are two ways of using cloth, first as a backing 

1 “ Insulation and Conduction,” Proc. Am,, Inst, Eke . Engrs,, vol. xv., 1898, 
pp. 148-150. • 
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merely, by coating it on the surface with some substance which is 
supported hy it, as plaster on lathing. Many substances work 
well in this situation, hut the fact that little tubes of cellulose 
are very apt to stick up through the coating, as was pointed out 
to me by Mr F. K. Upton many years ago, and that if moisture 

Table XXX.— Comparative Tests of the Disruptive Strength of 
Materials Impregnated with Various Varnishes. 


Varnish. 

Material. 

Thickness 
per Layer 
before 
Dipping 
(mm.). 

Thickness 
per Layer 
after 
Dipping 
(mm.). 

Volts per 0*01 mm. 
of Final Thickness. 

One 

Layer. 

Two 

Layers. 


Bed rope paper . 

0T05 

018 

360 

327 


Grey rope paper 

0*20 

0*32 

155 

157 

>s 

Bed rope paper . 

0*23 

0-32 

113 

121 


Horn fibre.... 

0-56 

0-66 

133 

129 

m 

Bleached cotton cloth 

0-17 

0*44 

103 

96 


6 o z. cotton drill 

0-52 

0-67 

38 

37 


Bed rope paper . 

0T05 

016 

231 

277 

o 

c6 

Grey rope paper 

0*20 

0*26 

190 

139 

3 

Bed rope paper . 

0-23 

0*30 

151 

192 

r o 

Horn fibre .... 

0*56 

074 

117 

135 

> 

Bleached cotton cloth 

0T7 

0-28 

186 

150 


6 oz. cotton drill 

0-56 

0-60 

29 

20 


gets in at the edge it spreads all over, renders it not the best kind 
of insulation. Bubber is sometimes applied in this way to cotton 
tape, but though at first of very high resistance and insulation, it 
rapidly deteriorates. In general it may be said that where a 
permanent result is desired, rubber should never be used unless 
kept in the dark and out of contact with air. If these precautions 
be neglected the life is very short. The other method is to 
saturate the whole cloth with some substance which will penetrate 
every crevice, but when this impregnating substance has solidified, 
it must continue to fill these crevices and capillary, tubes. For 
this reason no substance which is dissolved in anything else can 
be used. If, for instance, we try a varnish dissolved in alcohol, it 
will be found that the strength of the solution in the capillary 
tubes is much smaller than outside, for the same reason that sea 
water filtered through sand becomes fresh (J. J. Thompson, App. 
of Dyn. to Phys . and Chem p. 190). Consequently, on drying, 
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these capillary spaces are not filled up, and let water : 
Therefore, unless we adopt the first method and plaster fc 
insulator on thickly and deep enough, so that it does not matt 
whether the support insulates or not, we must use melted soli 
or drying oils. Unfortunately, but few solids which melt a 
elastic, since this elasticity is obtained by a structure which 
destroyed by melting, and those solids which melt into th 
liquids and remain flexible when solid do not preserve th 
property, except within narrow limits of temperature, as can 1 
easily tested by holding under a cold-water tap, and striking tl 
specimen sharply. Soft paraffin can be used in some cases if tl 
cellulose be well dried and thoroughly saturated. The asphal 
cannot, as a rule, be used, as they never get sufficiently fluid c 
melting. There is, however, one notable exception—uintaite, < 
as it is commercially called, gilsonite. This substance I foun 
many years ago, had the peculiar property that when melted 
would, like paraffin or oil, pass into the pores of cellulose or clot! 
Having a very high melting point, nearly 300° if I remember, an 
mixing perfectly with paraffin in all proportions, it gives mixture 
which are admirably adapted for induction coil work, as thes 
compounds can be made to have high melting points and t 
penetrate a coil thoroughly. I also, some years later, in 189* 
used this material in combination with linseed oil for transformeri 
the process at first proposed being boiling in vacuum, but it wa 
found that even without this, saturation was complete. I under 
stand that this method is still used, though modified in form, b; 
the company for which I first devised it. Of the drying oils, wit] 
the exception of some foreign oils, as Chinese wood oil, and a 3 
African oil whose name I cannot recollect or ascertain, linseed oi 
and the drying nut oils are the best. Linseed oil has the remark 
able property of expanding on drying. This enables it to fill u] 
all pores. Its durability is evinced by the good condition of ole 
oil paintings. The varnishes crack and go, but the oil remains 
Its insulation is not injured, up to very high temperatures, ai 
which shellac, rubber, etc. would be worthless. This materia! 
was used a great deal by the Edison Company in its early days 
but it often broke down. The trouble was traced to the lead 
drier, and after many experiments Mr Marshall, who had 
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charge of thin work, finally settled upon tho uho of pure raw oil 
This gave excellent results and wan long UBod, but took some 
I i ini * In dry; and tho writer finally, after many tests, found that 
Irnmlt* of manganese drier got rid of tho trouble, while, an is well 
kiuavii, it gives n very quiek-drying varnish. Thin was used by 
tin* United Staten Company in Newark on their macdlines, with 
llie result that in 1800, after use for a year, the foreman reported 
only t wo armatures so treated as returned for repair (they wore 
injured by lightning), amino fields. This material was also used 
by f he Stanley Company for transformers. Another advantage 
of this I torn loti oil 1b, that it always retains a alight stickiness, 
find m »jgi vi*h a good joint when wrapping around wires, etc. Many 
tftfbjifit!!res ho used are not sticky, and let moisture in through the 
joints Whore a smooth Bitrfaee is required, it is readily obtained 
hy dim! ing on a little bile, a method first suggested, I believe, by 
Mr ivliHfut. It nan also he given a coat of japan on the outside. 
Viirniidi gtiiim should never be used with litisood oil, an they are 
brittle, mid the dried oil is only just flexible enough, (hmsecptently 
when tin* till has dried, tho resultant varnish in always very 
Wittlu, A temporary elasticity is given at first hy the Fact that 
when the* solvent has dried off the oil is still flu if l and undried, 
and hh the varnish gain keeps thu air from getting at it rapidly, it 
mmtttimett remains flexible for n year. Hindi mix in res also crack 

” Sample CJ m a Hjxioimon of ho rated-oil saturated cloth, which in 
iiiiW hmiwmm eight and nine years old. It will be noted that it is 
at ill fresh and flexible, and a recent dielectric strength test showed 
up very high — d0,00(1 volts, if I recollect. The pure raw oil is 
boiled it about 200° with § pur coni of berate of manganese for 
i4!ivi?rnl In *utH till it begins to bo thick. 

11 Noiidiilliiiiiiiiidilo materials can lie made, as I have pointed out 
cdicnilicre, by taking out the hydrogen atoms of hydrocarbons and 
tiiilifilil it ting chlorine. Even paraffin can be thus treated if kept 
warm, and first turns to a fluid nnd then to solid. At one time it 
Keiifiiril as if this jroeiesB might be valuable,but ihcttme of encdoaicl 
coifiluiiH has item© away with the greatest source of danger from 
firm 

,f 1 will conclude by describing a couple of devices which I have 

10 
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found useful in preventing insulation from being spoiled. Solder¬ 
ing acid, as commonly used, is a solution of chloride of zinc. If 
this falls on cellulose it turns it to a paste. It never evaporates, 
and always takes up moisture from the air, and will gradually eat 
its way through quite a thickness of insulation. Whether it is 
acid or neutral makes no difference so far as its action on the 
insulation is concerned, though the neutral solution does not 
corrode the wire. Rosin has the disadvantage that it is not a 
fluid, and is clumsy to handle. I have found that by shaking up 
powdered rosin in very strong ammonia an ammonia soap is 
produced, which works well in most cases. The ammonia dissolves 
copper oxide and evaporates afterwards, leaving the powdered 
rosin, which is an insulator.' 7 

Holitscher 1 2 recommends testing varnishes as follows:— 

“ They should be applied to linen or paper by means of a brush, 
painting them over in two directions at right angles to one another, 
or else the linen should be dipped in the material, the top and 
bottom of the piece of linen being exchanged at each successive 
dipping in order to ensure as even a coating as practicable. It is 
important to use the same thickness and quality of linen in all 
tests. Batiste linen is recommended as a good standard. The 
sample is then dried, generally at the temperature recommended 
by the manufacturer, until it is no longer £ sticky. 7 The disruptive 
strength of these samples is then tested, cold and warm, flat and 
after creasing, and the average and minimum values for several 
samples are recorded. The samples are also tested as to freedom 
from acid. 77 2 

1 Elek. Zeit ., February 27, 1902, p. 170. 

2 “ The paint or varnish should render the material impervious to moisture, 
unaffected by oils, acids, and salt water. It is, of course, well known that 
water is an undesirable attendant of insulation, and, therefore, there is no need- 
to labour this point beyond mentioning the specially adverse conditions to: 
which some outside work is subjected, as, for instance, traction motors of all 
descriptions, motors for small tools in shipyards, etc. Insulation should 
certainly not wash off within a reasonable time. Regarding oils, many 
machines are subjected to trouble from this cause; motors from faulty 
bearings, etc., and generators from this cause and, where placed between 

ngine standards, from splashing of oil from the engine. Acids are detrimental 
' insulation, and more than one machine has had to be rewound owing to 
iing subjected to the acid fumes from battery-rooms. Salt water has been 
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In an article in The Electrical Engineer for September 16, 1904 
(p. 411), entitled “ On Insulation/’ the following series of tests is 
suggested for paints and varnishes :— 

1. Quick Drying .—This is merely a matter for trial, and can be 
done either in the open air or in a drying stove, as desired. 

2. Elastic Strength .—This may be tested by coating a piece of 
presspahn, tin, or copper (metal for preference), and when dry 
bending backwards and forwards. An electrical test can also be 
made after the bending, to see if this has affected the insulating 
material. 

3. High Melting-Point. —First dry off the liquid components and 
then heat the residue, and see at what temperature it melts. If 
the drying was done in a thin layer, it would also be possible to 
note when it commenced to char. 

4. Affecting Copper. —Copper strips may be coated and examined 
after an interval (which is practically working conditions), but a 
quicker way is to put copper filings into a quantity of the varnish. 
They will readily show if the varnish will in any way affect the 
copper. 

5. Waterproof ’ etc. —The varnish or paint could be tested on 
some plant about the works, where there is generally some motor 
or other, running under adverse circumstances as regards oil, etc. 
A test might be made of a piece of metal left exposed to the 
elements for some considerable time. 

added by engineers in cases of exposed stations near the coast, especially where 
the voltage generated is high, though in the case of low voltage it would only 
he a question of time if the insulation was not impervious to salt water.”—“On 
Insulation,” The Elec. Eng., September 16, 1904, p. 412. 



CHAPTER IX 

HEAT-DISSIPATING IMPREGNATING MATERIALS 

A comparatively recent innovation in insulating methods relates 
to the employment of impregnating materials which, while scarcely, 
if at all, inferior in insulating properties, are of such composition 
as to facilitate the egress of heat from the interior of coils. 

Electro-enamel.—The alleged original and novel features of 
this varnish, which was the first of its class to be placed on the 
market, call for a brief description, as it introduces a new factor in 
insulating methods. It is claimed to be a heat-conducting, acid 
and moisture proof varnish, with good cementing qualities—a 
combination which is frequently required. 

Electro-enamel was originally produced by a Continental firm as 
an acid-resisting enamel for coating battery cells and accumulator 
boxes, and also as a rust preventative on metals, and for moisture¬ 
proofing walls, etc. Its usefulness as a heat dissipator was, in the 
first instance, only accidentally observed. Two small transformers 
had been wound up, one with and the other without impregnating 
the cotton coverings on the wires with electro-enamel. These 
transformers were run with a high overload, and on subsequently 
stripping them, the one wound without electro-enamel was found 
to have its cotton coverings thoroughly charred, while the other 
was in excellent condition. This suggested the idea that if 
moderately good heat conductivity could be obtained without 
undue sacrifice of insulating quality it would be a valuable feature, 
and the varnish has since been developed with this end in view. 
Low insulating quality was at first a bar to its progress, but after 
it had been improved in this respect the material was employed 

in electrical work for moisture-proofing and toughening trans- 
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former noil insulations. Coils which had given much trouble on 
account of this gradual deterioration of the insulation duo to long 
and excessive heating, are stated to have boon found to ho not only 
greatly improved in durability, hut to run decidedly cooler. 



&>! <#£ (t$ OS Oi* &*\ 0% 0*$ 1*0 H /'A /'3 <*+ t** 

THUUmdcrs total tkicktuu 

Ki«* <1*1 t'mvm itf tliii !)mrii|»tivf? Htmigth of Maturing imj»rt?gf*alf«l with 

** Elwitro-KiifttiM'l.*’ 

It m retried that it rotary converter, which had twice hooit 
rchiriM , *i from an iMrcumulator factory in a corroded condition, 
Mid with 11 it! nlot hmnhthm over the ventilating duct thoroughly 
rot!i**| l*i acid vapourn drawn in by the revolving armature, wan 
wuli idortro-eiiamol with highly 8atinfiK*tory reHultH. The 
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use of this material has now been extended over a wide raiite' * 
work. The cementing properly has boon taken advantage of in 
treating sheet an ben ton rolled into lubes, and also for dispeiisii*; 

largely with retaining bunds, and core shells for coils and bobbin - 
A comparative tent made on a fi h.p. 4-pole motor, in which two * 
the four spools with “ skeletonised ” insulations were treated wif !**■ 
one of these heat-dissipating varnishes, is stated to have resulted i s* 
showing a temperature difference of MO per cent. between the tw** 
types of spools ; and further tests made with this varnish are cai* ** 
to have shown that a current that- would thoroughly char tl**“ 
untreated cotton coverings on the wire, hub slightly discolours 1 
the varnish-treated insulation, and left its insulating quiili!i* v * 
intact. 

The results of tests of the disruptive strength of Home material " 
treated with electro-enamel are given in fig. f>8. 

The manufacturers of electro-enamel give the following direction ^ 
for use Run the wires through a hath of electro-cumine], and wifi-* 1 
in a moist state directly upon tin? winding form. By this method i *? 
will be found that a like number of ampere-turns may he got inf * * 
the same winding space, as with untreated wires, ami with ft#**’ 
added advantage that the (mil, when dried (in an event Hulidtfb- 
into a permanently hard and compact mass, rendering taping haiul ^ 
unnecessary, 

Armalac Putty.— Tins is sometimes used to fill the air kjwc** 
in field coils, and is made by stirring common whiling intiiiiniiiilm#- 
It is claimed that the use of armalac putty fucilitates the dkfdjiiii- 
tion of heat from coils in which it is used. 

At least one other varnish manufacturer has now brought mi f 

an insulating varnish for which similar heat-dissipating property* 
are claimed. 











CHAPTER X 


OIL FOR INSULATING 

Oil has now become an established commercial insulating material. 
So far as relates to dynamo-electric machinery, its use is chiefly in 
stationary transformers, but in the closely allied apparatus for 
switchboards and controllers it is also extensively employed, 
and a knowledge of its insulating properties is essential: 

Steinmetz’ early investigations upon the insulating properties 
of various kinds of oil gave the results set forth in Table XXXI. 

Table XXXI.— Steinmetz 5 1892 Tests on Oils. 


Material. j 

I 

Disruptive Strength 
in maximum Volts 
per mm. 

Remarks. 

I 

Melted. Paraffin.I 

8100 

65° Cent. 

! 

Boiled Linseed Oil 

8000 

21° Cent. 

Turpentine Oil. 

6400 


Crude Lubricating Oil (mineral oil) . 

1600 

Very impure. 


The results relate to thicknesses of 0*05 mm. 


For reference and comparison, it may be said that Steinmetz on 
the same occasion obtained 1670 volts (maximum) as the dis¬ 
ruptive strength of air per millimetre thickness at a thickness 
of 0*05 mm. Thus his best results for oil indicate a disruptive 
strength of some five times that of air. 
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In a paper entitled “ Oil as an Insulator ” (Proc. Inst. Elec. 
Engrs ., vol. xxi., 1892, p. 244), Hughes investigated various oils, 
employing a Wimshurst machine, and comparing the relative 
spark lengths in air and in oil. He directed his attention 
especially to hydrocarbon oils, such as petroleum and rosin oil. 
He found great variations in the quality of rosin oil: its insulat¬ 
ing quality ranged from “ worst castor oil up to a superior degree 
of gutta-percha/ 5 He also found this true of most oils, and states 
that before using any oil its quality as an insulator should be 
thoroughly ascertained by electrical tests. With regard to their 
relative suitability, Hughes states: “In selecting oil of high 
insulating quality, we must also have regard to the purpose for 
which it is to be used. Thus, as a self-restoring medium having 
very quick action, for condensers, transformers, or coils so closely 
wound as to be difficult for a thick oil to penetrate, a thin rosin 
oil, such as rosin spirit, might be best; but for cables and under¬ 
ground wires, I found thick, pure rosin oil best, because it was 
not only superior as an insulator, but it would not escape too 
rapidly at any large puncture. 55 

Hughes found by immersing samples of gutta-percha and 
india-rubber in separate vases of different oils, and weighing them 
before and after prolonged immersion, that some oils were in¬ 
jurious to gutta-percha, and that almost all, with the exception 
of castor oil, were more or less destructive to india-rubber. 
Pure rosin oil was found to give the highest insulation of all, and 
a spark that would pierce a given thickness of gutta-percha would 
utterly fail to pierce the same thickness of rosin oil. Eosin oil 
was found to have a preservative effect upon gutta-percha, for 
the sheets after immersion were found to have become slightly 
increased in weight, showing that the oil had penetrated into the 
pores of the gutta-percha; it was also found to be stiffer and 
tougher than before the immersion. 

Eosin oil which is already thick and viscid can be rendered 
more so, when desired, by the addition of solid rosin dissolved in 
it, or by the addition of palm oil residue, which has the remarkable 
property of thickening rosin oil. 

Hughes found that a spark which would pierce 100 mm. of 
air would not pierce 1*4 millimetres of rosin oil, the rosin oil 
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thus appearing to have over 70 times higher insulation than air. 
Professor Hughes was wrong in taking the dielectric strength pro¬ 
portional to the relative spark lengths, for we know that—at any 
rate, for air—a doubled voltage will pierce a more than doubled 
thickness of air (see figs. 12, 20a, 20b, 20c, 36, 38, and 39). 

In the discussion on Hughes’ paper, Mr A. A. Campbell Swinton 
gave the results which he had obtained with an induction coil 
in comparing rosin oil with air. These results are reproduced in 
Table XXXII., and show at the maximum but 10 times greater 
disruptive strength for rosin oil, as against 70 times found by 
Professor Hughes. In most of Swinton’s tests the oil showed some 
four times the disruptive strength of air. 

Table XXXII. —Swinton’s Tests on relative Spark: Lengths in Air 
and in Rosin Oil. 


Spark in Air 
(mm.). 

Spark in Rosin. Oil 
(mm.). 

Ratio. 

25-4 

2*54 

0*10 

28*6 

5*08 

0*18 

38*0 

7*61 

0*20 

38*0 

10*2 

0*27 

44*4 

12*7 

0*29 

69*7 

25*4 

0*36 

130 

38*1 

0*29 

200 

50*8 

0*25 


'With ordinary commercial paraffin, Swinton found half the 
insulation strength of rosin oil. Fleming pointed out that it is 
preferable to subject materials to a preliminary immersion in thin 
oils, as such stiff oils as resinous oils do not penetrate readily. 
Afterwards the coil may be immersed in a thick oil. H. Cuthbert 
Hall spoke of the extremely large temperature coefficient of oils, 
particularly of resin oil. The variation in the specific resistance 
may amount to as much as 10 per cent, per degree Centigrade at 
17° Cent., and at higher temperatures the rate of variation rapidly 
becomes greater. Before use the oil should be very slowly raised 
to a high temperature, in order to drive off moisture and the 
light volatile oils which are always present in the resin oil of 
commerce, and are inferior to resin oil in insulating properties. 
The objection to the use of thick oil may be overcome by heating 
it to a high temperature, and impregnating the material or the 
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coil with it while still at this temperature. This is better than 
using oils of greater fluidity, as the latter are not such good 
insulators. H. Cuthbert Hall has found the best mixture, both 
as regards specific resistance and disruptive strength, to be three 
parts of solid resin and one part of first-run oil. Resin is 



Fig. 67. —Dielectric Mfg. Co.’s Curve for showing the great Decrease in the Insulat¬ 
ing Qualities of Transformer Oil occasioned by the Presence of Small Percentages 
of Water. 


nowadays largely adulterated, and it is very difficult to get oil 
of such insulating quality as was obtainable in former times. 

/ A mineral oil is generally employed in transformers. " Transit ” 

i y 

oil is a brand which has been widely employed with success. It 
has been found to lead to much less trouble from carbonaceous 
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deposits til fill in the ease with vegetable oils. In fig. 67 is given 
a curve taken from a publication of the Dielectric Manufacturing 
{ *o., showing ih* 1 serious effect of small percentages of water upon 
ilie disruptive strength of mineral oils. The addition of ^th 
nf 1 per cent, of water reduced the disruptive strength to 
i^jf.h of the value for dry oil. Skinner's tests on the effect 
upon the disruptive strength of oil of the percentage of contained 
water are given in the curve of fig. 68. It is evident that the 



Fto, *Uf, C*utvit for allowing tic. Relation between the Disruptive Voltage 

of Ttmmfmmvr Oil and the Percentage of Contained Water. 

Ter to inale, 4" hulls. Frequency, 11 % ryolcK. 

11*|#, 0*075*. Wave form, nine. 

deteriorating effect of moisture on the insulating quality of an 
oil is very marked. The effects of oil on mica and on commutators 
have h*en discussed on pp. 95 to 103 and on p. 126. 

The effect nf temperature on the resistance of oils is well 
illustrated by nome of the curves of fig, 70, on p. 160 of the next 
rlmptor. 

A |in{ ** *r by 5*1 r (\ 1C. Skinner, read before the National Electric 
light Asntrialiom Boston, Mass. (19G4), 1 deals very fully with this 
Hubjeet Mr Skinner refers to the earlier periods of the use of oil 

i gi-r tihi* Hi liffirlr leifith’d u Transformer Oil ” by O. B. Hkinrmr, on p. 227 
,4 IV hwtru t'iuh Jtmrmil hr May 1004 (vnl. l No. 4). 
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for insulating transformers. Eesin oil, linseed oil, and cotton-seed 
oil were, he states, then used, but it was soon demonstrated that 
mineral oils obtained from petroleum products were not only 
cheaper but more satisfactory, and they were ultimately almost 
universally adopted for use in transformers and switches. Mineral, 
vegetable, and animal oils, when pure, are all, in Mr Skinner’s 
experience, very good insulators. While he has found a wide 
difference in the insulating qualities of various mineral oils, this 
difference has been more an index to the purity of the oil than to 
any inherent difference due to variations in the chemical composition 
of the oil itself. The impurities found in oil comprise acid, alkali, 
water, and other foreign matter. 

Mr Skinner states that mineral oils begin to evaporate slightly 
at a temperature somewhat below their flashing point, and the 
evaporation is quite rapid at the flashing point and above. 

Mr Skinner’s article contains the following specification for a 
transformer oil:— 

(1) The oil should be a pure mineral oil obtained by fractional 
distillation of petroleum, unmixed with any other substances, and 
without subsequent chemical treatment. 

(2) The flash test of the oil should not be less than 180° C. 
(365° F.), and the burning test should not be less than 200° C. 
(392° F.). 

(3) The oil must not contain moisture, acid, alkali, or sulphur 
compounds. 

(4) The oil should not show an evaporation of more than 02 per 
cent, when heated at 100° C. for eight hours. 

(5) It is desirable that the oil be as fluid as possible, and that 
the colour be as light as can be obtained in an untreated oil. 

He states that “ an oil which meets the foregoing specifications 
should prove a first-class insulator.” “ In addition to the specifica¬ 
tion, the user should have the assurance that the oil is carefully 
made; that all containing vessels are clean and free from moisture ; 
and that systematic tests are made on the finished material to see 
that it fulfils the conditions specified. He should also take the 
necessary precautions to see that no moisture is allowed to get into 
the oil after it is received by him. When oil is stored in barrels, 
the barrels should be kept under cover, and water should not be 
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allowed to stand on the heads, as it will often find its way through 
into the oil Metal cans and drums are far more satisfactory for 
shipping and storing oil than barrels, for the reason that they can 
be made practically oil and water tight, and there is therefore 
much less danger of the oil becoming wet during shipment and 
storage. The use of metal vessels also eliminates the glue which 
it is necessary to use in wooden barrels to make them tight. The 
transformer and transformer tanks should be thoroughly dried 
before the oil is put in, and every possible precaution should be 
taken to prevent water entering the transformer case after 
installation. In water-cooled transformers the cooling coils should 
be perfectly bight, and the end of the cooling coils where the water 
enters should be lagged so as to prevent condensation of moisture, 
due to this part of the coil being colder than the surrounding air ” 

“ When a good oil has been obtained from the manufacturer and 
the necessary precautions have been taken to ensure that it is kept 
clean and free from moisture, it may be relied upon as one of the 
most satisfactory insulating mediums known/' 

For impregnating wood and fibrous materials generally, linseed 
oil is most suitable on account of its penetrating qualities, and of 
the fact that it expands on drying, thus filling up the pores and 
preventing the subsequent entrance of moisture. All materials 
which are to be impregnated with linseed oil should first be dried 
in a vacuum oven, and immediately plunged into a bath of hot lin¬ 
seed oil, left there for twenty-four hours, and then dried in an 
ordinary oven, but at a temperature not exceeding 70° C. 

Oil for Oil Switches.—Skinner states that the requirements 
of oil for use in oil switches are very similar to the requirements 
of oil for transformers. Oil having a very low ‘ c cold test” may be 
desirable for use in switches which are intended for outdoor work. 
A fairly viscous oil has given the best results in oil switches, and 
Skinner suggests that this may be on account of the fact that it is 
not so easily displaced by the arc as would be the case with a 
lighter oil. Skinner states that in other respects “ the requirements 
throughout may be stated as being exactly the same for both 
transformer and switch work, and it has been found possible to 
manufacture an oil which is entirely suitable for both purposes.” 






CHAPTER XI 

THE TESTING OF LIQUID AND VISCOUS INSULATING*- MAI 

Hum ann has described ( E.T.Z ., December 31, 1903, p 
useful method for determining the insulation resistance 
insulating materials and of viscous insulating materia 
especially useful in the comparison of oils for use in hi£ 
switches and transformers. In the choice of such oils, “ i 
a high disruptive strength essential, but a high insulation 
as measured in megohms, is also desirable/' 

At ordinary temperatures, the specific resistance of such 
is so high as to render its determination exceedingly 
However, it rapidly decreases with increasing tempera 
this phenomenon is taken advantage of in the moth 
consideration, which is employed in the laboratory of tb 
Pelten & Guilleaume. 

The material to be investigated is first heated until all 
has been eliminated. It is then poured into the vow 
apparatus illustrated in fig. 69, and its insulation resin 
various temperatures is measured. In fig. 69, K do 
containing vessel. H is a piece of hard rubber, to which 
testing electrodes A A are secured in such a manner and a 
distance apart as to avoid leakage. The electrodes -A. A : 
in the material to be tested, are set at a suitable distan 
mm. apart. The temperature is observed by a thermome 
bulb lies in the liquid and against one of the electrodes. 

The measurements are commenced at about 120° Gen 
case of very high resistance materials. For other im 
lower temperature suffices. The temperature is. gracli 
creased, and measurements are made from time to fcirm 
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temperature is reached corresponding to so high an insulation 
resistance as to preclude correct determinations. If the electrodes 
are 0*1 cm. apart, and have a cross section of 25 sq. cm., then the 
specific resistance in megohms per cubic centimetre is obtained 
from the observed insulation resistance in megohms by multiply¬ 
ing by 250. 

In the curves of fig. 70 are plotted the results obtained on a 
number of oils and other insulating materials. 

Although it is not always possible from the curves to draw precise 
conclusions as to the insulation resistance at 20° Cent., the curves 



Fig. 69. —Humann’s Apparatus for testing the Ohmic Insulation "Resistance of 
Liquid and Viscous Insulating Materials. 

nevertheless afford data from which the relative insulating quality 
can be determined. 

Skinner's apparatus for testing the disruptive strength of oil by 
means of an immersed spark gap is illustrated in fig. 71. The 
apparatus comprises a 200 cubic centimetre graduated glass 
cylinder of 35 millimetres inside diameter. A hole is drilled 
through the bottom of this testing cup and the lower terminal 
is inserted through this hole. Mr Skinner's description, taken 
from a paper read at the 1904 Convention of the National 
Electric Light Association, continues as follows:— 

“ The testing terminals consist of |-inch diameter brass balls 
fastened to -^--incti rods. The upper rod passes through a clamp 
which is connected to a micrometer screw, actuated by a milled 
head. The lower terminal should fit in a socket, so that it may be 
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readily removed for cleaning. The bottom of the cup is made oil- 
tight by the use of gaskets where the lower rod passes through the 
cup. An extension of the lower rod comes in contact with a spring 
set in the base of the stand, to which the line terminal is connec ted 
by means of a convenient binding post. Stops are provided so 
that the oil vessel may always be placed in the same position. 
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Fig. 70.-Humann’s Curves for the Ohmic Insulation Resistance of Various Oil s 
and otlier Liquid and Viscous Insulating Materials. 

The upper rod may slide up and down easily when the clamping 
screw is free, or may be engaged with the micrometer screw at any 
point for adjusting the gap. All parts are therefore readily 
accessible for cleaning, and the zero point of the gap may bo 
quickly adjusted for each test by allowing the upper rod to slide 
down so that the terminals are in contact, and then clamping to 
the micrometer screw. The apparatus is always filled to the 200 
c.c. mark (requiring a little less than 200 c.c. of oil for each 
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test). The gap is adjusted to any convenient amount, usually 0*15 
inch (3-8 mm.), and the e.m.f. is raised gradually until break-down 
occurs. After trying numerous forms of testing apparatus for this 
purpose, this method has been adopted as the most convenient, and 



Fig. 71.—Skinner’s Apparatus for Testing the Disruptive Strength of Oil by means 
of an Immersed Spark Gap. 

it has the advantage of requiring a comparatively small amount of 
oil for each test.” 

* Mr Skinner has found that a large number of precautions are 
necessary in such tests if any approach to consistent values is to 
be obtained:— 


11 
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“ The spark gap terminals should always be of the same shape 
and nicely polished, especially if the gap is quite small. Slight 
roughness or points on the testing terminals will change the 
apparent dielectric strength of the oil. 

“ The gap should always be at the same depth in the oil, con¬ 
sequently a variation of the pressure will cause a variation in the 
tests. The apparent insulating strength increases with the pressure. 

“The testing voltage should always be applied in the same 
manner. It is preferable to fix the gap, and apply an increasing 
voltage until break-down occurs; or a constant voltage may be 
applied, and the gap gradually shortened until the distance be¬ 
comes such that rupture occurs. In the former method the 
voltage may be very gradually increased, as may be done by 
controlling the field of the generator, or it may be applied in steps, 
either with or without opening the circuits between steps; but 
for comparative purposes one method only should be used. 

“ The time of application of the voltage should be as nearly as 
possible the same, especially the time consumed after the voltage 
reaches, say, 50 per cent, of the dielectric strength. A longer 
time will give lower results, especially if the oil contains impuri¬ 
ties which may line up between the testing terminals. 

“ It is a good plan to make more than one test on each sample 
of oil, as the test value frequently increases with the first few 
tests, especially if the oil is well shaken after each test, so as to 
thoroughly mix with the oil the carbon formed by the arc, and not 
allow it to concentrate between the testing terminals. When so 
shaken, it must be allowed to stand until free from air bubbles 
before another test is made. This increase in dielectric strength 
seems to be due to the drying effect, or to the burning out of im¬ 
purities in the oil. The best oils do not usually show much 
increase with repeated tests. When the oil becomes very black 
and dirty from repeated tests, the dielectric strength drops rapidly. 

“ The amount of oil used for each test should be the same in 
every case, especially if more than one break is made in each 
sample. It is obvious that the carbon formed by the burning of 
the oil will be disseminated through the oil, and that the results 
will depend in some measure upon the amount per cubic inch of 
oil. It follows from the above that if more than one test is to be 
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made on a given sample, the amount of energy expended by the 
arc formed, due to the rupture of the oil, should be the same as 
nearly as possible for each break It is best to limit this to a 
comparatively small amount by a fuse or circuit breaker in the 
primary of the testing transformer, arranged to open the circuit 
on a comparatively small current. By using small currents the 
work of keeping the terminals clean is much facilitated. 

“ The frequency of the e.m.f. wave form of the testing circuit 
should be kept the same in the successive tests. It was pointed 
out some years ago by Professor Elihu Thomson that oil is not as 
good an insulator for low as for high frequencies. There is, how¬ 
ever, little variation for commercial frequencies. It is well known 
that a pointed or saw-tooth e.m.f. wave will break down insulation 
of all kinds more readily than a flat, smooth wave of the same 
square root of mean square e.m.f. The use of a resistance for 
varying the testing voltage is therefore very objectionable. 

“ All vessels and apparatus used must be kept perfectly clean 
A single fibre in the oil may reduce the dielectric strength greatly 
if it happens to "line up’ between the terminals. A small 
amount of moisture is particularly objectionable, on account of 
the very great reduction which it may make in the insulating 
value of the oil. 

“ It is best to allow the oil to stand a short time after pouring 
it into the testing vessel, as the bubbles of air which are carried 
with the oil in pouring in, or due to the oil being agitated, will 
lower the apparent dielectric strength.” 

Plash and fire tests should also be made upon the oil. Mr 
Skinner defines the flash temperature as that “ temperature to 
which the oil must be heated in order to give off gases at such a 
rate as to form an explosive mixture with the surrounding air. 5 ' 
By “ fire test ” he denotes the “ temperature to which the oil must 
be heated, so that the oil itself will take fire and continue burning 
when a flame is applied to its surface.” 

In determining these temperatures, the oil is heated gradually 
and a test flame is applied at intervals, and the two temperatures 
are determined at which there occurs respectively a slight flash on 
the surface and an actual ignition, followed by continued burning. 

The apparatus on the market for making flash and fire tests may 
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be divided into two classes, which Mr Skinner defines as the “ open, 
cup” and the “closed cup ” methods. 

“ For oils having a flashing point as high as ordinary transformer 
oil, the open cup method is preferable. The results reached by any 
method will depend largely on the taking of various precautions 
which have been summarised by Gill in his Handbook of Oil 
Analysis as follows :— 

“ ‘ 1. The Rate of Heating. —The faster the oil is heated the 
lower will be the flash point, as more vapour is driven out. 

“ ‘ 2. Size and Depth of Cup. —From a large and shallow cup the 
liquid evaporates faster ; hence the lower will be the flash point. 
The most constant results are obtained from a deep cup about 
half filled. 

“‘3. Quantity of Oil. —The larger the amount of oil the more 
vapour will be driven out; hence the lower will be the flash point. 

“‘4. Distance of Testing Flame. —The nearer, or«what amounts 
to the same thing, the larger the testing flame, the lower will be 
the flash point. A large flame may produce local superheating. 

5. Point of Application of Testing Flame. —The flame should 
be applied at the edge, as the mixture of air and vapour is more 
complete. This is best effected by drawing the flame diametrically 
across the top of the cup. Dr Dudley cites an instance in which 
the flash point obtained was considerably too high, owing to the fact 
that the testing flame was first applied to the centre of the cup. 

“‘ 6. The thermometers used should be frequently compared 
with a standard instrument. 

“ ‘ 7* Draughts should be carefully avoided/ 

“Two general methods of heating the oil may be employed. 
In the first, the oil is placed in a vessel, which is immersed in a 
second vessel filled with a very heavy oil, which transmits the heat 
to the oil to be tested. In the second method, the heating flame 
is applied directly to the cup, or to a sand bath on which the cup 
rests, the testing cup being protected from draughts. Both, 
methods have their adherents, although the second one seems to 
be used more extensively for the high flash test oils. The author 
has found the New York State Board of Health Tester, used with 
cover removed, very satisfactory. This tester is of the first class, 
using a bath in which the testing cup proper is placed.” 
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Mr Skinner states that although there is a general belief that 
oil as a body is very inflammable, quite the reverse is true. As a 
simple and safe means of proving this, he suggests that a “ blow¬ 
torch be turned directly upon the surface of a body of oil having 
a flash test of 175° C. or more, and the oil will not take 
fire for some time—in fact, not until the burning or * fire test ’ 
temperature of the oil is reached. A burning brand may be 
thrust into the oil, and the lire is extinguished as effectually as if 
the brand were plunged into water. White-hot iron may be 
thrust into the oil and the iron is cooled, but the oil does not 
take fire, provided the iron is plunged beneath the surface. The 
use of oil in oil switches proves that it is a very effective means 
of putting out the arc. When a fire does occur, it may be easily 
put out if the supply of air can be shut off from the burning body 
of oil. It should be remembered, however, that material satur¬ 
ated with oil takes fire very readily, this being due to the fact that 
a small amount of the material, when coming in contact with 
the flame or spark, is heated to a temperature above the burning 
point of the oil and takes fire, the blaze thus started continuing 
to heat the surrounding material to the burning temperature. 

“ A precaution which should always be taken in the use of oil, 
is to eliminate, as far as possible, all fibrous or porous materials 
which are not actually immersed in the oil, and which may become 
saturated with it.” 

Mr Skinner says that an evaporation test is “ not so necessary 
as insulation and flash tests, but such a test should be made 
occasionally on oil which is used for transformer work. A 
convenient method of making this test is to place a small amount 
of oil—usually approximately 2 grammes—in a small porcelain 
crucible, and heat this over a water bath at a temperature of 
approximately 100° C. for ten or twelve hours, then determine 
the percentage evaporation by loss in weight.” 

Since mineral oils evaporate slightly at a temperature somewhat 
below their flashing point, it is “ essential that a transformer oil 
have a flash test sufficiently high, so that evaporation will not take 
place at the ordinary running temperature of the transformer. 
The evaporation test, if made at a temperature approximately 100° 
C., will also drive off any moisture which may be present in the oil. 
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In the case of high flash test oils, the evaporation test at 100° 0, 
may therefore show approximately the amount of moisture 
present in the oil.” 

Mr Sldnner describes an easy and satisfactory method of 
making a test for moisture in oil, which had been suggested to him 
by a prominent oil chemist. The test “ consists in placing a small 
amount of oil in a cup, into which is plunged a piece of iron or 
other metal which is heated to a temperature just below a dull 
red heat. Any hissing or crackling sound indicates the presence 
of moisture. Another method of testing for moisture is to place 
a small amount of anhydrous copper sulphate in a test tube and 
then fill the tube with the oil to bo tested. After thoroughly 
shaking, a bluish tinge in the copper sulphate will indicate the 
presence of moisture in the oil. 

“ It is difficult to determine the exact amount of moisture in oil 
when the amount is small, and this is usually not necessary, as 
it is sufficient to know qualitatively whether or not the moisture is 
present. In making tests for the different percentages of moisture 
in the oil, it was found necessary to thoroughly dry the oil, then 
introduce moisture in the form of water in minute quantities in a 
closed vessel, and very thoroughly agitate the oil so as to dissemi¬ 
nate the water through it. This method is not considered entirely 
reliable, but for testing purposes gave the striking results embodied 
in the curve of fig. 68 on p. 155 of the previous chapter. It is 
considered that the form of the curve is correct, but it may be that 
the percentage amount of moisture present between the testing 
terminals is not entirely accurate. Check tests, however, gave close 
results. It will be seen from this curve (fig. 68) that moisture 
introduced into the oil to the amount of ‘06 per cent, reduced the 
dielectric strength of the oil to about 50 per cent, of the original 
value when it was known to he free from moisture, and that there 
was very little further decrease in the dielectric strength duo to in¬ 
creasing the amount of moisture, introduced in the form of water.” 

There is much further valuable information in Mr Skinner’s 
paper, for which the reader would do well to consult the original 
source. The paper was also reprinted in the May 1904 number 
of The Electric CM) Jowrnal (vol. i. p. 227). 








CHAPTEE XII 

THE INSULATING PROPERTIES OP PAPER AND OF THIN SHEETS OF 
OTHER FIBROUS MATERIALS 

Paper and other fibrous materials are, owing to their close homo¬ 
geneous texture and even qualities, largely used, either alone or 
in conjunction with some other material, such as mica. When 
employed as a backing for mica, the paper need not be of a very 
fine quality. Manilla, express and bond papers head the list as 
far as good disruptive and mechanical strengths are concerned, 
although the so-called red rope paper is probably the most 
extensively used of all. These four varieties, when coated with 
good insulating varnishes, are excellent dielectrics. Japanese 
paper, owing to its extreme thinness and high mechanical strength, 
is almost invaluable in making tubular insulations, and is excellent 
as a backing for mica paper. Such mica paper may be cut up 
into strips, and armature conductors served, tape fashion, with 
these strips. Horn Fibre is the toughest and best fibrous material 
that the writers have as yet tested, but it has not yet come into 
extended use. Leatheroid enjoyed at one time a very extended use, 
and is still employed to a great extent. Presspahn, owing to its 
smooth, glossy surface and homogeneous texture, finds a ready 
sale on the Continent, and when impregnated with linseed oil, 
rivals fuller board as regards constant disruptive strength, and 
uniform thickness. Fibres of both the red and the white variety 
are very useful in some places, but will not stand much continued 
heating without losing their mechanical strength and becoming 
brittle. No paper of any sort should be used without being 
treated with some moisture-proof insulating varnish, either 

before or after application to the part to be insulated, as it will 
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otherwiae bo cj[uiio hygroscopic. The present tendency is to 
abandon reliance upon the insulating property of these fibrous 
materials, mid to depend rather upon that of the films of varnishes 
with which they are impregnated, the paper or fibre being 
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TTldLimetcrs Total Thickness 
Fee 72.—Curves of the Disruptive Strength of Untreated Papers and Fibres. 
Untreated Materials. — Materiala had been dried for 3 hours in a vacuum oven 
prior to testing. 

employed for mechanical reasons. 1 We have investigated the 
insulating properties of manilla paper, red rope paper, express 

1 u It is well to notice that fibrous materials dipped in insulating compound 
rarely add their full breakdown strength to that of the varnish, and it is as 
well to look upon the material as only a medium of applying the insulating’ 
varnish ” — “ On Insulation,” The Elm. Engr. for September 16,1904, p. 412. 
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paper, ochre brown paper, presspahn, and horn fibre, but it 
is difficult to distinguish between the effect of the use of the 
different papers, and of the different varnishes with which they 
are impregnated. 



Fig. 73.—Curves of the Disruptive Strength of Impregnated Papers and Fibres. 

Material had been first dried in a vacuum oven and then soaked in hot linseed 
oil for 8 hours, and then dried again for 3 hours in a vacuum oven. 


In fig. 72 are brought together (plotted to mm. total thickness 
as abscissae) the results on the untreated, and in fig. 73 the results 
on the treated samples. It must be observed that the scale of 
ordinates in fig. 72 is double that of fig. 73. 

In fig. 73 the crossing of the curves for oiled red rope paper and 






Table XXXIII. —Insulation Tests of “Rope” Paper. 
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oiled presspahn is of interest-. While in small thicknesses oiled 
horn fibre has three times the disruptive strength of red paper, it 
is only about 50 per cent, better when built up to thicknesses of 
2 mm. 

The tests of ochre brown paper in fig. 72 are taken from 



the mean of the two curves at 15° Cent, and 100° Cent, of 

fig. 22, p. 37. 

In Tables XXXIII. and XXXIV. are given the results of some 
tests on rope paper and horn fibre, with and without impregnating 
varnishes. 
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Each test is the average result for a number of samples. »*ncv 


Hi 


o I Z 3 4 S 6 7 B 0 to 

Number cj Shuts 

Fig. 75.—Curve showing the Disruptive Strength of Press pah n a« a Function 
of the Number of Sheets. 

These samples were first dried in a vacuum oven. Samples B were afterwards 
soaked for 24 hours in double-boiled linseed oil. 

Each point is the average of several tests. 

Table XXXIV.-— Insulation Tkhth of “Horn Fibre . 15 

I Volts per 0*01 

mm. of Final .j 


Taken from stock without drying 

Dried 3 hours at 120° Cent, in 
vacuum oven 

Material dipped in Varnish 

varnish and dried 1 hour was 

at 130° Cent, in vacuum “Sticker” 
oven, then air-dried over 
night(l6 hours), and then Varnish 

oven-dried (not vacuum) was 

20 minutes at 212° Cent. « Voltalac” 
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Fig. 76. —Curves of Disruptive Strength of Presspahn when Untreated and 
when Impregnated. 

These samples were first dried in a vacuum oven. Samples B were afterwards 
soaked for 24 hours in double-boiled linseed oil. 


Table XXXV.— Holitscher’s Results for the Disruptive Strength of 
Presspahn supplied by Seven Different Firms, when Cold and 
Warm, Whole and Creased, and for its Rate of absorbing Moisture. 



Disruptive Voltage (tested between plates). 


Firm. 

Cold | 

Warm. 

Increase in Weight after 
24 hours' immersion 
in water. 


Whole. 

Creased. 

Whole. 


A. 

12,000 

8,000 

10,000 


B. 

11,000 

11,000 

11,000 


c. 

22,500 

8,500 

20,000 


D. 

17,000 

8,800 

14,000 

. 


E. 

11,000 

7,500 

9,200 

83*5 per cent. 

F. 

13,500 

8,800 

8,600 

65*0 per cent. 

G. 

15,800 

9,500 

15,500 

15*0 per cent. 
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Holitseher (E.T.Z., 1902, p. 171) gives the results reproduced in 
Table XXXV. of tests of materials of the presspahn type, as 
supplied by seven different firms. All the samples were 1 mm. 
thick. 



Fig. 76a. —Symons’ Curves for the Disruptive Strength of two Samples of Presspahn. 
Tests were made at 50 cycles. 


The results of some other tests on presspahn 1 are plotted in fig. 
74. The results of some of our own tests on presspahn are plotted 
in the curves of figs. 75 and 76, and they lead to a rather interest¬ 
ing point. When, as in fig. 75, the “ number of sheets ” is used for 

1 From a paper by L. A. Lewis, entitled “Notes on the Commercial and 
Experimental Testing of Continuous-Current Machinery,” read before the 
Students’ Section of the Institution of Electrical Engineers on March 16, 1904. 
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abscissae, the oiled presspahn has throughout a higher disruptive 
strength, as expressed in volts per sheet. But in fig. 76 the same 
tests are plotted with “ mins, total thickness ” for abscissae, and 
“disruptive strength in volts per mm.” as ordinates, and it is 
found that the oiled presspahn has actually a lower disruptive 
strength than the untreated presspahn for thicknesses above 0*7 
mm. Presspahn is the only material in which we have found 



Fig. 77.—Curves of Disruptive Strength of Red Rope Paper when Untreated and 
when Impregnated, the results being expressed as a function of the number 
of sheets. 


Prior to the tests the sheets had been dried in a vacuum oven. Those for Curve 
B had also been soaked in hot linseed oil for 18 hours, and then dried again for 3 
hours in a vacuum oven. 

The untreated sheets were 0*23 mm. thick. The treated sheets were from 0*28 
to 0*32 mm. thick, the total of 10 sheets giving a measured thickness of 3*2 mm. 
Each point is the average result of several tests. 


inferior results when impregnated as compared with the tests when 
. untreated, although the advantage due to impregnating is apt to be 
overestimated when tests plotted in terms of the “ number of 
sheets” are alone considered, as this makes no allowance for 
the increase of thickness which results from the process of 
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impregnating. Symons’ 1 results on two samples of presspahn are 
given in the two curves of fig. 76a. 

In the curves of figs. 77 and 78, relating respectively to red rope 
paper and horn fibre, the gain due to the impregnating varnish is 
far greater than in the case of presspahn. It is important to 



.Fig. 78.—Curves of Disruptive Strength of Horn Fibre, when Untreated and 
when Impregnated. 


These samples were first dried in a vacuum oven ; they were then soaked for 18 
hours in double-boiled linseed oil, maintained just below boiling point, and then 
again dried in a vacuum oven. 

ascertain for the case of each material the particular impregnating 
varnish which gives the best combined result. 

A curve for untreated express paper is given in fig. 79. These 
tests appeared to show that express paper has the same disruptive 
strength throughout a wide range of temperatures. 

1 “ Insulation and Insulators,” H. D. Symons. (Paper read before the 
Students’ Section of the^Institution of Electrical Engineers, April 27, 1904.) 







Fig. 79.—Curve of Disruptive Strength of Untreated Express Paper (3d. per lb.). 
Plotted from a curve in which each point was a mean of five tests. 










CHAPTER XIII 


IMPREGNATED CLOTHS AND FABRICS 

In the present state of the art of making insulations, cloths and 
fabrics are, as a rule, almost indispensable. These serve as a frame¬ 
work to hold the skin or film of insulating varnishes, so that the 
thickness, texture, and mechanical strength play a large part in 
the selection of proper materials to be coated with varnishes. 1 
Cambric, muslin, lonsdale, and batiste are the trade names of the 
best materials for this purpose. Those materials which have the 
smoothest surface and are the most free from nap and fuzz are to be 
recommended, and to obtain the best results the cloth should be 

1 “With regard to insulating fibres, papers, and tapes, we know that some 
depend on the nature of the material for their insulating properties, whilst in 
others this is merely a medium for carrying an insulating 4 varnish or paint,’ 
and it is on this that the strength of the insulator, as such, depends. This 
latter class, which also includes a certain variety of tapes, should, as far as the 
insulating medium is concerned with which they are impregnated, fulfil the 
conditions enumerated above for paints and varnishes. Regarding fibres and 
papers in their c natural’ state— i.e., not impregnated with an insulating- 
medium—they might be approved of if they meet the following conditions : 
(1) they should be tough, yet pliable; (2) should not suffer excessively as 
insulators should they be creased ; they should, as far as it is possible to make 
them, be non-hygroscopic; (4) should be able to stand all temperatures 
experienced in practice without charring or reducing their insulating pro¬ 
perties ; (5) should have high insulation per mil. of thickness, except where 
their mechanical strength is the principal consideration. It will be obvious 
from the varied nature of insulating materials, and also from thedact that no one 
material meets all conditions, that a choice has to be made of such as will best 
suit the varying conditions of service, both mechanically and electrically. 
With careful attention to this point considerable reduction in the cost of 
insulating materials may be effected in the manufacture of various electrical 
apparatus, though the cheapest insulation is not always the best.”— Elec. Engr ., 
September 16,1904, p. 411. 


17ft 
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first ironed, or, better still, singed, to obtain as smooth a surface as 



tive strength. The cloth must be free from chlorine, which is used 
in bleaching, and, when not thoroughly removed, causes fermenta¬ 
tion and rotting of the fabric, and prevents the varnish from 
thoroughly penetrating. To test for chlorine, a sample of the fabric 
is boiled in distilled water; this water is then put in a test tube, 
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and a few drops of nitrate of silver solution are added. The ap¬ 
pearance of a precipitate indicates the presence of chlorides. There 
are several different methods of treating cloth with insulating 
varnishes. Some are crude, and require but little more than a can 



Fig. 81.— O’Gorman’s Curves for tlie Disruptive Strength of Empire Cloth. 1 


of varnish, a paint-brush, and a few clips to hang up the cloth 
while drying. The cloth is laid on a bench several layers deep and 
painted over with the brush, the varnish penetrating through to 
the next layer, which is again treated in its turn. In other cases 
the cloth is first stretched on a frame and placed in an oven to 

> 1 Empire Cloth is'a trade name employed for a cambric treated with linseed 
oil by certain processes. 
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extract the moisture. The varnish is afterwards painted on with 
a brush and dried, this operation being repeated until the requisite 
dielectric strength has been acquired. Another method consists in 
passing the roll of cloth through a trough containing linseed oil, 
the cloth having first been dried in an oven. The cloth is then 
again dried, and the linseed oil makes a foundation on which the 
insulating varnishes spread themselves evenly. An economical 



Fig. 82.—Curve of the Disruptive Strength of Varnished Cambric. 1 Thickness 
per sheet, 0T8 mm. 

Each point is the average of several tests. 


way is to build an oven, chimney fashion, with a vat of varnish at 
the bottom. The cloth is drawn through this vat and passes up 
the chimney very slowly, the chimney being lined with steam 
pipes, so that the ascending heat quickly dries out the cloth. At 
the top of the chimney is a roll over which the cloth passes and 
then descends again. The varnishing operation is then repeated, 
and after the final drying, the cloth passes on to a roll on which it 

1 Varnished Cambric is a term sometimes used for cambric impregnated with 
linseed oil, and is then identical with Empire Cloth. However, it sometimes 
denotes cambric treated with one or other of the well-known insulating 
varnishes. 
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is wound in the finished state. This method requires power, and is 
somewhat expensive, although the expense is generally more than 
offset by the economy resulting from systematic manufacture. 
This or some equivalent method is essential when production is on 
a large scale. 



Fig. 8S. —Dr Thomson’s Curve for the Disruptive Strength of Oiled Canvas. 


Another method of applying insulating films is to flood a section 
of cloth with a sluggishly flowing compound. This is ironed on to 
the cloth by hot rollers. By this method the mechanical strength 
of the cloth is not in any way injured. The method is, however, 
rarely employed. 
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The Insulating Properties of Impregnated Cloths and Fairies. 

The materials investigated comprised— 

Oiled Linen. 

Oiled Canvas. 

Empire Cloth (a trade name for certain qualities of oil-treated 
cambric). 

Varnished Cambric. 



Number <f Lfyer$ 

Fig. 84. —Lewis’ Curve for the Disruptive Strength of Oiled Linen. 

The disruptive strength of impregnated cloths generally falls 
off rapidly with increasing temperature. This has already been 
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shown in fig. 23, p. 38, for the case of oiled linen. For this material 
the curve for 15° Cent, and 100° Cent, are alone reproduced in 
fig. 80. The curve for “Empire Cloth” in fig. 80 is from the 
mean of the two curves of fig. 81. Another typical instance 
of the behaviour of impregnated cloths is given in the curve 



Fig. 84a. —Symons’ Curve for the Disruptive Strength at a Periodicity of 83 Cycles 
per second, of two samples of “ Berrite Fabric ” and one sample of “ Berate.” 


of fig. 82, representing the results of tests made on Varnished 
Cambric. 

In the following tables are given some test results on various 
cloths with and without impregnating varnishes. 

Each record is the average result of a number of samples. 
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Table XXXVI. —Insulation Tests oe 8-oz. Cotton Duck. 


Remarks. 

Thickness per 
Layer, mm. 

Volts per 0*01 mm. of Thickness. 

One Layer. 

Two Layers. 

Taken from stock without drying 

0*56 

25-0 

22*8 

Dried 3 hours at 120° Cent, in 
vacuum oven .... 

0*56 

27-7 

23*6 


Table XXXVII.—Insulation Tests oe Varnished Cambric. 


Remarks. 

Thickness per 
Layer. 

Volts per 0-01 mm. of Thickness. 

One Layer. 

Two Layers. 

Three Layers. 

Taken from stock with¬ 
out drying 

0-175 

405 

328 

314 

0*250 

278 

280 


Dried 3 hours at 120° C. 
in vacuum oven 

0*25 

328 

270 


0*28 

360 

268 

214 


Table XXXVIII. —Insulation Tests of Sailcloth. 


Remarks. 

Thickness per 
Layer. 

Volts per 0-01 mm. of Thickness. 

One Layer. 

Two Layers. 

Taken from stock without 
drying 

0*80 

22*8 

21*2 

Dried 3 hours at 120° C. 
in vacuum oven 

0*80 

33*2 

41*9 
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Table XXXIX.—Insulation Tests of 6-oz. Cotton Drill. 


Remarks. 


Original 

Thickness. 

Thickness 

after 

Volts per 0*01 
ram. of Final 
Thickness. 



Varnishing. 

Single 

Layer. 

Two 

Layers. 

Taken from stock without drying 

0-52 

Not 

varnished 

24-5 

20-7 

Dipped in varnish and 
dried for 1 hour at 130° 
Cent, in vacuum oven, 
then air-dried over night 
(16 hours), and then oven- 
dried (not vacuum) 20 
minutes at 212° Cent. 

Varnish 
! was 

, “ Sticker ” 

0*52 

0*67 

38'0 

36*8 

1 Varnish 
was 

“ Voltalac” 

0-52 

i 

0*60 

29’2 

20*4 


Table XL. —Insulation Tests of Bleached Cotton Cloth. 


Remarks. 


Original 

Thickness. 

Thickness 

after 

Volts per 0*01 
mm. of Final 
Thickness. 



Varnishing. 

Single 

Layer. 

Two 

Layers. 

Taken from stock without drying 

0-17 

Not 

varnished 

35*4 

36*0 

Dipped in varnish and 
dried for 1 hour at 130° 
Cent, in vacuum oven, 
then air-dried over night 
(16 hours), and then oven- 
dried (not vacuum) 20 
minutes at 212° Cent. 

Varnish 

was 

“ Sticker ” 

0-17 

0*44 

103 

i 

95 T> 

Varnish 

was 

“ Voltalac ” 

0-17 

1 

0*28 

. 186 

C 

150 


In figs. 83 and 84 are given curves for oiled canvas and oiled 
linen respectively. These two curves have been given out by Dr 
Thomson 1 and by Lewis. 2 In fig. 84a are given three curves of 

1 j Design of Dynamos , p. 73. 

2 “ Notes on the Commercial and Experimental Testing of Continuous- 
Current Machinery .” A paper presented to the Students’ Section of the 
Institution of Electrical Engineers on March 16,1904. 
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the disruptive strength of "Berrite Fabric” derived from data 
contained iiv Symons’ paper entitled “ Insulation and Insulators.” 1 



Fig. 84b. —Symons’ Curves for the Disruptive Strength of two samples of Yellow 
Oiled Cloth. Tests were made at 50 Cycles. 

“Berrite Fabrics” No. 1 and No. 2 contain powdered mica, and it 
has been suggested that this may account for the peak in the 
curves. The curve for bright yellow oiled cloth given in fig. 84b is 
taken from the same article. 

1 Paper read before the Students’ Section of the Institution of Electrical 
Engineers, April 27, 1904. 






CHAPTER XIIIa 

THE INSULATING PROPERTIES OF CELLULOID 

The writers have made tests upon the insulating properties of 
celluloid. The first investigations related to sheets of a clear 
variety with a thickness of 025 mm. Fifty samples were 
prepared and were baked for 24 hours at 100° Cent., and were 
then allowed to cool before testing. The tests were made on a 
100-cycle circuit, and in each case the duration of the application 
of the voltage was one minute. The procedure in testing was as 
follows:—Five samples were subjected to a certain low voltage 
for one minute, and a record was made of the number of samples 
remaining unpunctured. The potential was then increased by 
500 volts and again applied to the samples for one minute, and 
tests at higher and higher voltages were successively made, until 
all the five samples had been punctured. The same procedure 
was then repeated with five fresh samples, and this was continued 
until five sets of tests of five samples each had been made ; 
twenty-five samples in all were punctured. These tests were 
made at 20° Cent. A similar set of tests on the other twenty-five 
samples was made at 100° Cent. The results for these fifty 
samples are set forth in Table XLa. 

From the results of the tests recorded in Table XLa., 3500 
R.M.S. volts is seen to be a safe working pressure at 20° Cent., 
and 1500 R.M.S. volts at 100° Cent., or 14,000 and 6000 volts per 
millimetre respectively. Thus heat brings down the disruptive 
strength considerably. Specimens after having been heated to a 
temperature of 100° Cent, have a slightly discoloured appearance 
as if deterioration had taken place; the material, however, retains its 

flexibility, and when allowed to cool, regains its insulating property. 

188 
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Table XLa. —Tests on Clear Celluloid (Thickness=0*25 mm.). 


Temp, of 
Test. 

B.M.S. Volts. 

Number of Surviving Samples. 

20°C. 

3000 

5 

5 

5 

5 

5 


3500 

5 

5 

5 

5 

5 


4000 

5 

5 

5 

4 

5 

>} 

4500 

5 

5 

5 

4 

5 

» 

5000 

5 

5 

5 

3 

5 

3 ) 

5500 

5 

4 

5 

3 

4 

3 ) 

6000 

4 

1 

3 

2 

2 

31 

6500 

0 

0 

2 

0 

0 

„ 

7000 

0 

0 

0 

0 

0 

100“ c. 

1000 

5 1 

5 

5 

5 

5 

3 ) 

1500 

5 

5 

5 

5 

5 

3 ) 

2000 

4 

4 

5 

4 

4 

33 

2500 

1 

1 

0 

0 

1 

33 

3000 

0 

0 

0 

0 

0 


Similar tests were made at 20° Cent, on two each of thirteen 
variously coloured samples. The colouring matter appears to 
have had some influence. The thickness appears to have had 
but little influence. The range of thickness is, however, so slight 
as to render it difficult to draw conclusions as to the extent of 
its influence. These specimens were not baked before testing as 
in the case of the clear variety. The results are set forth in 
Table XLb. 

For the average of the thirteen varieties, the disruptive strength 
of the weakest of the two samples of each kind tested works out 
at 19,400 E.M.S. volts per millimetre at 20° Cent., as against the 
14,000 R.M.S. volts for the clear variety first tested. It would 
have appeared probable that the preliminary baking at 100° Cent, 
for 24 hours had permanently lowered the disruptive strength of 
the clear samples, but further tests indicated that the clear samples 
suffered no permanent injury by prolonged heating at 100° Cent., 
regaining their original disruptive strength when again cool. 

A specimen was soaked in water for 27 hours with the follow¬ 
ing result:— 

Weight before soaking.32-8 grammes. 

Weight after soaking.33*4 „ 

Weight per cubic centimetre . . . 1*44 „ 
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Price.— In sheets 51 cms. by 124 cms. 

Pe cm biC Per *»• 

0*13 mm. thick.-467d. £17 1 

0-25 to 0*75 mm. thick .... *281d. 016 2 

1 *0 to 1-5 mm. thick .... *246d. 0 14 2 

Celluloid softens in boiling water and may then be moulded 
or pressed into various forms. Its specific gravity is 1*44. A 
sample 0*26 mm. thick, and measuring 60 mm. by 60 mm., was 
tested in a hydraulic press, first with 40 tons while cold, and 
afterwards with 80-tons pressure while heated to 80° Cent., or a 
pressure of 2200 kgs. per sq. cm., and the three dimensions were 
unchanged. Other tests on a strip measuring 30 mm. by 30 mm. 
showed that the thickness increases slightly on heating, the 
other dimensions decreasing. If the sheet of celluloid is pressed 
between the pages of a book with an edge projecting, the project¬ 
ing celluloid will burn quietly when ignited, until the projecting 
edge is burned away, when it extinguishes itself, leaving the 
remainder uninjured. On account of these properties it has 
been suggested that the use of celluloid as a component of the 
insulation between commutator segments would not be altogether 
out of the question. 


CHAPTER XIV 


THE INSULATING OF GROUPS OF CONDUCTORS IN ARMATURE SLOTS 

In order to obtain a high “ space factor ” in armature slots, it is 
essential not only to select the very best of materials for the 
insulation of the groups of conductors, but careful attention must 
also be given to the order of their arrangement, so that those 
suitable for withstanding mechanical strains shall be so disposed 
as to shield the mechanically more delicate, but dielectrically 
stronger materials. We must consider the reasons leading to the 
use of particular materials in various cases. 

It has for many grades of work been found preferable in practice 
that a tough, fibrous material, suitably treated to render it 
moisture-proof, should come next to the iron walls of the slot, 
in order to protect from mechanical injuries, the conductors and 
their high-grade insulating wrappings. Nevertheless, where 
motors are manufactured in quantities, the slot lining is often 
dispensed with, and the form-wound coil, after being hydraulically 
compressed, is forced into the un-lined slot. 

The following materials have thus been employed for slot 
linings. They are arranged in the order of their toughness:— 
Horn Fibre. Presspahn. 

Leatheroid. Red Rope Paper and Manilla Paper. 

These and similar materials may be obtained of almost any 
thickness. It is generally preferable to use several layers of thin 
material in making up a slot lining of a required thickness. Thus, 
for example, sheets of presspahn, each 0-25 mm. thick, used in two 
or three layers, are far more flexible and give a somewhat higher 
total disruptive strength than single sheets of equivalent thickness. 
There is less danger of cracking the material at the bends,and if faults 
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exist in the component sheets, the danger of their being superposed 
is less the greater the number of sheets. Each sheet may also be 
more thoroughly dried out the thinner it is. One also avoids the 
necessity of keeping in stock a large number of different thicknesses. 

Horn Fibre ranks first, both in mechanical and in disruptive 
strength, but does not run very uniform in thickness. It is also 
relatively expensive. 

Presspahn ranks first in uniformity of thickness and in surface 
smoothness; it is tough mechanically, and has high disruptive 
strength. 

Eed rope paper and manilla paper are cheap, and are widely 
used for slot linings, but care must be taken to test the quality. 
Manilla paper is preferable. 

When wood is used in armature construction it must be dried 
with the greatest care and made waterproof by suitable treatment. 
It is often used for the retaining wedges for the slot conductors, 
but has the disadvantage that when so employed it will, in the 
interests of mechanical strength, require more space than is 
necessary by other arrangements and materials. It obstructs the 
emission of heat from the conductors. It is also difficult to avoid 
warping and cracking. It necessitates the use of more expensive 
punches and dies. In general it may be said that the use of wood 
in armature slots is to be avoided. Formerly it was employed to 
a great extent. It is preferable to let the insulated armature coils 
come directly to the surface and be held in place by binding bands. 

Great care must be exercised with all slot-lining insulations to 
subject them to thorough drying and waterproofing processes. 
The most effective process consists in prolonged soaking in hot 
linseed oil. When recourse must be had to the use of wood for 
slot wedges, great care should be employed in the selection and 
treatment of the wood. It should be of hard, fine grain, as, for 
example, maple or teak. It must be cut with the grain, and must 
be free from knots and irregularities of all kinds. It must be 
thoroughly seasoned and dried. The ultimate drying should be in 
a vacuum oven, and after being taken from the oven it should, 
while still hot, be immersed in double-boiled linseed oil, and left 
there for from twelve to twenty-four hours, the temperature being 
maintained near the boiling point. The wood thus becomes 
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thoroughly impregnated, making it moisture-proof and improving 
its insulating qualities. 

Figs. 85 and 86 are instances of the preferable design for 
armature slots in which wedges are dispensed with. The use of 
wooden wedges is at present coming to be restricted to the 
external stators of induction motors with open slots, for in this 
case use cannot, of course, be made of binding wires. Fig. 87 
gives an instance of such a slot. 


bind Ir\su/*£’ion IFJ/cx 
pasted Co Horn Fibre 0 'Z 5 mm 


Shelv'd Fressj&hn 0'3 mm 

Empire Clock- 4 Ixyerz 0778 mm ■■ ,r ]lZmm 


JiKconeC Cape (~k overly 2 layers 073mm 
wiOK V^rn/s k - 0'55 mm 

3 * 25 mm 
QCC 3’55 mm 

Fig. 85. —Slot Design without Independent Slot Lining. 

It is not generally remembered that most papers and some cloths 
have a grain. By suitable recognition of this circumstance in the 
treatment and application of papers and cloths, much better results 
may be obtained, for if, for slot linings, the paper or presspahn is 
folded with the grain, cracking may be obviated. One can satisfy 
oneself on this point by simply creasing or bending a piece of red 
rope paper or presspahn, first in one direction and then crosswise 
to that direction. The difference in.the amount of cracking at the 
crease will be very apparent. 1 

1 “ We investigate all such materials as paper, oiled linen, etc., not only when 
flat, but also when weakened by folding or bending; for while many of these 
materials insulate excellently in the original condition, they may be altogether 
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Mica and Micanite should only be employed for slot linings in 
t/ high-voltage machines. Presspahn-mica is another and structur¬ 
ally preferable slot lining for such machines. 1 

For materials to be employed in binding the conductors together 
in groups, and for the wrapping for armature bars, one or more of 
the materials given in the following list may be employed :— 

Cotton tape (sometimes known as “ jaconet ” tape, and 
generally 013 mm. thick). 

Varnished cambric. 

Manilla paper, impregnated with insulating varnish. 

Oiled unbleached cotton. 

Mica paper. 

From this variety a suitable choice will ensure good results if 
care is used in the preparation and application. A few examples 
from practice will be of service. 

Insulation Specification for 500- Volt Tramway Motor Armature 

Slots. 

The conductors are first finely spun with a double cotton 
covering. This, of course, is generally done by the firm supplying 
the copper wires. 

The wound coils are dried for three hours in a vacuum oven at 
90° Cent., and are then impregnated with a good and preferably 
plastic insulating varnish to render them moisture-proof. 

useless, owing to inability to withstand the bending to which they must be 
subjected in practice.”—-Holitscher, EAT.Z., 1902, p. 171. “In handling 
many fibre and paper insulators, it is almost impossible to avoid creasing the 
sheet, these materials being usually supplied in sheets or rolls. This brings 
us to the second point regarding this class of material. This creasing, whether 
accidental or intentional, should not materially weaken the strength of the 
material as an insulator. Further, creasing ‘fibre, presspahn, etc./ destroys 
the glazed surface, and this makes the material more hygroscopic, and is thus 
likely to reduce its insulating value. This class of insulator is naturally 
hygroscopic, and it is almost entirely on the glazed surface that dependence 
is made to keep out moisture. Care should be taken to inspect fibrous 
materials other than woven fabrics, as it sometimes happens that pinholes 
and very thin places are to be found, and at times small particles of metal, 
such as filing dust, are rolled into the material. Both of these faults are 
undesirable, the latter especially so.”—“ On Insulation,” The Elec. Engr. for 
September 16, 1904, p. 412. 

1 For description of presspahn-mica, see p, 199. 
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In making up the compound coil, pieces of very thin shellac’d 
presspahn 1 are placed between the component sections. The two 
straight sides (ie. the slot portion) are then placed in a steam or 
electrically heated mould, thus compressing the whole group of 
conductors into a solid compact form. 

The slot portion is then wrapped over with from two to four 
layers of varnished cambric, and then the whole coil is served with 
“jaconet” tape (cotton tape), 013 mm. thick and 16 mm. wide, 
wound with half over-lap. 



Fig. 86.— Slot Design without Independent Slot Lining. 


The coil must next be dried in a vacuum oven and dipped twice 
in a plastic varnish, and subsequent to each dipping it should be 
dried for three hours in a vacuum oven at 90° Cent. 

After dipping the slot portion in hot paraffin wax, to protect it 
against possible abrasion during assembling, the coil is ready to 
be assembled on the armature. The section through this coil 
assembled in the slot is shown in fig. 85. 

1 Shellac’d presspahn has the advantage for this purpose that the shellac is 
pressed laterally out between the wires, filling up the interstices and 
cementing the whole into one compact mass. There is not enough shellac 
present to be harmful. 
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When completely assembled on the armature core and bound, 
such a winding should stand for one minute at 20° Cent, the 
application of at least 3500 K.M.S. volts from copper to core. 

In fig. 86 is shown the slot arrangement for a bar winding 
with 8 conductors per slot, placed 4 wide and 2 deep. Such a 
500-volt bar winding should be tested with at least 3500 volts 
when connected and completed. 

The bars, after being served with “ jaconet ” tape and thoroughly 


Wood r c rv i 5t>id< 



dried, must be made waterproof by impregnating the tape with 
some good plastic varnish. After the application of each coat of 
varnish, the bars must be baked for three hours in a vacuum oven 
at 90° Cent. 

In fig. 87 is given a 500-volt winding for the stator of an 
induction motor. 

For equivalent windings for lower voltages, the insulation can, 
from mechanical considerations, only be decreased very slightly, 
since, although the insulation thickness is unnecessarily great for 
the required disruptive strength, there is great risk of mechanical 
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weakness with thinner insulations, and this would ultimately 
entail defective insulation. With this reservation, the above 
three examples will serve as a guide by which other types and 
sizes may be constructed. Great care must be taken to ensure 
the high quality of all the materials employed. A great deal 
depends upon having the varnishes adjusted to the most suitable 
consistency. 

In the case of alternating current machinery, still greater care 
should in general be given to the insulation, owing to the higher 
voltages generally employed, and the lower factors of safety 
which it is practicable to adopt. When, however, the potential 
does not exceed 500 volts, the insulation may be very much the 
same as for continuous-current machines ; in fact, the present 
custom is to permit a much lower insulation standardljhan for 
continuous-current machines for the same rated voltage. This is 
a wrong tendency, and has no possible justification. In fact, for a 
given rated voltage, the maximum voltage occurring is higher in 
the alternating current machinery to the extent that the maximum 
exceeds the E.M.S. voltage. 

For voltages above the range of those employed for continuous- 
current machines, presspahn may in some cases preferably be 
replaced by horn fibre, owing to its higher mechanical and dis¬ 
ruptive strength. Indeed, if manufacturing companies were not so 
hopelessly involved by tradition and established customs, the 
better material would more often be used, and with advantage, 
since any difference in the cost of the insulating material would 
be of negligible influence on the total cost of the machine. This, 
however, should not be taken as advocating so wastefully expensive 
a practice as the use of micanite linings on continuous-current 
motors of from 250 to 600 volts. 

On alternating-current machinery of from 1000 volts upward, 
a moulded presspahn-mica insulation is very suitable. In such cases 
some firms employ micanite tubing. This is, however, not only 
more expensive, but, what is most important, it is more liable to be 
injured by moisture and dampness, which ultimately permeates the 
sticking varnish and causes the tube to lose its compactness and 
become mushy, ultimately disintegrating after long service in damp 
situations. 
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Presspahn-mica may be made up as follows :—On a sheet of oiled 
presspahn 0*2 nun. thick, one layer of flakes of mica is pasted, 
slightly overlapping, over three-fourths of its surface, a rim equal 
to one-fourth of the width of the sheet remaining uncovered. This 
sheet is rolled up over a mandril and baked in a form. The mandril 
is of the dimensions desired for the inside of the tube. The tube 
may be sawn open at the top with a circular saw. The slitted tube 
is inserted in the armature slot, and the wires are fed in through the 
slit. Before pasting the flakes of mica on the presspahn, the 
latter should first be dried for 3 hours at 70° Cent, in a vacuum 
oven, and then placed for 24 hours in a tank of pure, double- 
boiled linseed oil, the oil being maintained at a temperature 
somewhat below its boiling point, by means of steam pipes lining 
the tank. The presspahn should then be removed and dried in 
an oven or in the air, the former being the quicker process, 
but otherwise possessing no advantage, in such a case, over 
drying in air. 

A presspahn-mica tube 2*5 mm. thick, consisting of seven layers 
of presspahn and six layers of mica, when carefully prepared, should 
have a disruptive strength of 30,000 F.M.S. volts. It has been 
found that in the construction of micanite tubes the sticking 
varnishes are the source of much trouble, and they should therefore 
be used sparingly. The adhesive qualities of the linseed oil with 
which the presspahn is impregnated, are sufficient, when the tube 
is warmed up, to be depended upon for the purpose of sticking 
together adjacent layers. If the ends of the tube are dipped in 
hot paraffin, it will prevent moisture creeping in between the 
leaves. Such a presspahn-mica tube constitutes a moisture and 
acid proof, non-deteriorating insulation, and has the advantage 
over micanite tubes that the presspahn, being in one con¬ 
tinuous piece, holds the other components firmly together. In 
micanite tubes, moisture penetrating into the sticker leads to 
disintegration. 

Fessenden 1 has described a novel method which he once employed 
for insulating the armature conductors in a case where very heavy 
currents were to be carried. He states that it is well known that 
asbestos and silicate of soda “form a good coating, which is, how- 
1 Trans. Am. Inst. Elec . Engrs vol. xv., pp. 147 and 148 (1898). 
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ever, poor mechanically. The armature bars were wrapped with 
asbestos string and then coated with the silicate. This made, when 
dry, an extremely firm covering, which could only be removed with 
a hammer. Though at first a bank of 100 lamps could be lit up 
through the insulation, after a little running, it dried out to quite 
a high figure, and the machine did good service, at one time running 
several hours, as I am informed on good authority, under such an 
overload that the carbon brushes were red-hot.” 



CHAPTER XV 

THE “ SPACE FACTOR ” 1 

The term “ space factor ” is employed to denote the ratio of 
actual nett cross-sectional area of copper in a given winding, to the 
gross cross section of the winding. Por armature windings it de¬ 
notes the ratio of the total copper cross section per slot to the gross 



Fig. 88.—Various Arrangements of Equivalent Windings (Round Wire). 


area of the slot (ie. to the product of width and depth). The 
“ assembled ” width of the armature slot is employed in this case. 

Directing our attention first to the question of the space factor 
of armature slots, we can readily arrive at useful conclusions as to 
the values obtainable, and as to the proportions and designs leading 
to high values. 

Assume that a certain manufacturer finds by experience that he 

1 This Chapter is based upon an article contributed by one of the authors 
iu 1903 to the columns of Technics (vol. i. p. 363). 
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must, on his 500-volt continuous-current machines, employ a total 
thickness of 115 mm. from copper to iron, and that a standard double- 
cotton-covered wire should in general be employed. Although the 
thickness of double cotton covering decreases very slightly with 
decreasing diameter, it will suffice for our purpose in this chapter to 
take it as constant at 015 mm. This leaves TOO mm. insulation to 
be provided between the iron core and the double-cotton-covered 
conductor. Suppose this to be made up of a slot lining 0*4 mm. 
thick, and a coil insulation 0*6 mm. thick. Let us take the case of 
an armature wound with four turns per commutator segment, of 
double-cotton-covered No. 11 S.W.Gr. The bare diameter of No. 
11 S.W.Gr. is 2-94 mm. The double-cotton-covered diameter is 
3*20 mm. In fig. 88 are shown arrangements with 1, 2, 3, 4 and 5 
segments respectively per armature slot, designed on the above 
assumptions as to required insulation. The space factors are as 
shown in Table XLI. and in the lower curve of fig. 90. This shows 
us that higher space factors may generally he obtained the fewer 


Table XLI.— “Space Factors” for the Slots and Windings of 
Figs. 88 and 89. 
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the number of slots, i.e. the greater the number of conductors 
concentrated in one slot. This obviously leads to finding space 
for more copper on a given armature diameter, hence to an increased 
output, so far as other considerations do not interfere. 



In fig. 89 are shown equivalent windings with conductors of 
rectangular cross section. The saving has been taken advantage 
of in decreasing the depth of slot. The space factors are 18 per cent, 
higher than before, as shown in Table XLI. and by the upper curve 
of-fig. 90. Such a winding would be considerably more expensive 
in labour, and there is often but little gained by making the slots 
shallower, but the advantage could be employed in increased output, 
the slot depth remaining the same, and the example emphasises the 
important conclusion that the use of rectangular conductors may 
be accompanied by considerably higher space factors, and hence, 
in general, is a legitimate means for obtaining a high output from 
a given outlay for material. The amount of the gain is a var’i- 
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able, depending npon the required cross section and upon the 
ratio of the two dimensions of the rectangular conductor, this 
ratio being often determined by considerations of what it is 



practicable to wind. It may, in general, be said that conductors 
of square cross section, while leading to the highest space factors, 
are to be avoided on account of difficulties in winding. The 



Pig. 90. —Comparison of Space Factors with Round "Wires and Rectangular Wires. 


ratio of the two dimensions should preferably be at least 1*5, and 
this materially detracts from the advantages to be derived from 
the use of rectangular conductors, so far, at least, as relates to 
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increased space factor. Even with conductors of this proportion 
a very considerable gain is, however, secured. 

In fig. 91 are shown, for purposes of illustration, two slots, con- 



Fjg. 91 .—Comparison of Slots with Round and Rectangular Wires. 

taining, first, two No. 4 S.W.G. (bare diameter 5*9 mm.) con¬ 
ductors per slot, and then two conductors of equivalent rectangular 
cross section per slot. It should he noted that the left-hand slots 
of figs. 88 and 89 (i.e. those with but one commutator segment 



Fig. 92 .— -Comparison of Slots with Round Wires of a given Total Section, but with 
various Numbers of Wires. 


per slot) have the same total cross section of copper per slot as 
the slots of fig. 91. Adding slots with the same equivalent copper 
cross section, but subdivided into 5, 3, and 2 turns per coil, we 
obtain the group of slots shown in figs. 92 and 93, from which 
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Table XLII. and fig. 94, showing the resulting “ space factor,” 
have been derived. 
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Fig. 93.— Comparison of Slots with Rectangular Wires of a given Total Section, but 
with various Numbers of Wires. 

From the examples in figs. 88 to 93 we see how vitally the 
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Fig. 94.—Comparison of Space Factors of the Slots of Figs. 92 arid 93. 

arrangement of conductors and their dimensions affect the value 
of the space factor obtained; and when we recollect that these 
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all relate to a small range of -variations, no surprise will be 
occasioned by the statement that, in practice, armature space 
factors range from much less than 01 up to over 0*7, according 
to the rated capacity, voltage, and speed of the design. It is 
difficult to define the lines of design leading to the highest space 
factor. This is a matter for careful examination and arrangement 
in each case. Nevertheless, certain general statements may serve 
as useful guides:— 



Fig. 95.—Space Factors of Armature Slots. 


The space factor will generally be higher the lower the voltage, the 
higher the output, the higher the speed, the less the number of slots 
into which the winding is subdivided, and the greater the skill 
and the knowledge employed in the processes of winding and in¬ 
sulating, and in the selection and testing of insulating materials. 

The shade area included between the two curves of fig- 95, is 
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the locus of the space factors of the armature slots of motors of 
from 1 to 100 h.p. capacity, designed for medium speeds and 
in the light of present knowledge. 

For 600-volt motors, the values approach the upper limit of the 
shaded area, and for 100-volt motors the lower limit. Such 



Fig. 96.—Space occupied in Armature Slots by Insulation and Copper respectively. 

“ space factors ” are, with careful attention to details of insulating, 
consistent with the application of the following insulation tests 
to the completed armatures:— 


Rated Voltage. 

Guaranteed Insulation Test from Copper to 

Iron at 60* Cent, for 1 minute. 

100 

2000 E.M.S. volts. 

600 

3600 „ 


Corresponding to such motors, the shaded portions of the six 
rectangles of fig. 96 1 show the proportions of the total slot area 

1 Figs. 95 and 96 are taken from Traction and Transmission, vol. v. 
pp. 104-105. 
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the subject. 1 If, for instance, as is evident from the lower left- 

1 “That insulators of any description should have a high insulation per 
mil. of thickness is a very important matter, especially in generators and 
motors, when looked at from the ‘space factor’ point of view. It is 
surprising what a large percentage of the available winding space is taken 
tip by insulation in generators and motors, more especially in high-tension 
alternating-current work.”—“ On Insulation,” The Elec . Engr. for September 16, 
1904, p. 412. 
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hand rectangle, we could reduce the amount of space required for 
insulation in the proportion of 4:3, we could either enormously 
increase the thermal limit of output of the motor in question, or 
correspondingly greatly improve its efficiency. This is an example 
of one of the numerous cases where the use of silk-covered wire is 
the only rational and economical practice, benefiting both manu¬ 
facturer and customer. 

For two main considerations enter. First, the space devoted 
to slot lining and the “ coil ” insulation. This space is decreased 



Pig. 98.—Comparison of the Space Factors of the Slots in Figs. 97 and 99. 


by concentrating the conductors in few slots. Secondly, the 
space occupied by the insulating covering on each conductor. 
This latter leads to rapidly increasing percentages of lost space, 
the smaller the motor for a given voltage. 

In fig. 92 we showed slot arrangements for a given total cross 
section of copper per slot: there were respectively 5, 4, 3, 2, and 1 
turns per segment. Dealing with much finer wire, we may illus¬ 
trate the case by the four slots shown in fig. 97. Here we have 
respectively 32, 50, 72, and 98 conductors per slot, arranged 4x8, 
5 x 10, 6 x 12, and 7 x 14. The dimensions of the slot, the slot 
lining insulation, the coil insulation, and the insulation thickness 
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on each conductor conform to our original assumption, and the 
total copper cross section per slot falls off, as shown in the lower 
curve of fig. 98. 

In fig. 99 the thickness of insulation in each conductor is 



halved, the other insulations remaining unchanged, and the space 
gained is employed by increasing the cross section of the copper 
conductors. The respective space factors then become as shown in 
the upper curve of fig. 98 and in Table XLIII. The improvement 
is not so obvious from a comparison of figs. 97 and 99, but is very 
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marked in the curves of fig. 98 and in Table XLIII., showing an 
average gain of 33 per cent, in the amount of copper, and hence in 
the space factor. 


Table XLIII. —“Space Factors” eor the Slots oe Figs. 97 and 99. 


Fig. 97. 

Fig. 99. 
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Now, silk coverings may in practice be obtained of less than 75 
per cent, of the thickness of cotton coverings, and a double 
covering affords ample security against break-downs, due to the 
small voltage between adjacent wires. 

Suitably impregnated single-silk coverings are also practicable, 
and permit of still further improvement. 

A compromise arrangement sometimes employed consists in the 
use of wires covered with one layer of silk and one layer of cotton. 

Space Factors in the Armature Slots of High-Voltage 
Machines. —Up to this point the space factors of the armature 
slots of machines for not over 600 volts have been considered. 
The case is very different with the high voltages often employed 
in alternating-current armatures. For such work the slot lining 
has to be much thicker, and the space factor often becomes very 
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low. Herr Kando 1 gives (Table XLIY.) for the case of three 
machines for 500, 3000, and 10,000 volts respectively, the following 
values for the slots shown in fig. 100:— 

Table XLIV. —Dependence of Space Factob upon the Voltage. 


Voltage. 

Thickness of Slot 
Lining (mm.). 

No. of Conductors 
per Slot. 

Space Factor. 

500 

1 

4 

0*63 

3,000 

4 

! 24 

0*25 

10,000 

6 

80 

0*06 


The question of the space factors of high-voltage alternator slots 
could profitably be quantitatively discussed on lines corresponding 



Fig. 100. —Kan do’s Illustration of the Effect of increasing Normal Voltage on the 
Space Factor of the Armature Slot. 


to those set forth in this chapter for low-voltage slots. Herr Kando’s 
figures, however, suffice to give a general idea of the order of the 
magnitudes dealt with, and it is evident that no expense should be 
spared in employing the very best material. This becomes the 
more imperative the higher the voltage. 

Space Factors of Field Spools. —Tor field spools, the 
space factors are also often far lower than is generally realised. 
As the winding space, is to be taken the product of overall depth 
by overall length of the completed spool, for spools of rectangular 
cross section. Such a spool is shown in fig. 101. Where the 
cross section is as shown in fig. 102, the mean length is multiplied 
1 See Dr Thompson’s Design of Dynamos , p. 47. 
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by the depth in obtaining the winding space. If flanges are 
employed, the length between flanges is multiplied by the depth 
of the winding over insulation. Such a coil wound within flanges 
is shown in fig. 102a. 

The space factor of a field spool will be higher the lower the 
volts per spool; hence, for a given output, speed and voltage, the 



H _1 

Fig. 101. Ficj. 102. 

Types of Field Spool Winding without Flanges. 


greater the number of poles, the higher will he the space; factor, 
for there will be fewer volts per spool. For shunt coils, the space 
factors range from 02 in 600-volt high-speed motors for 1 to 
3 h.p., up to 0‘65 in large slow-speed low-voltage generators. 
Evidently, when the magnitude of the space factor is of the nature 
of 0-2 to 0 3, it is well in a given ease to weigh the advantages of 



Fig. 102a.- -T yl ie of Field Spool Winding with Flans™. 

silk-covered wire. In the fields of series wound motors, and in 
the series field coils of generators, the space factors are higher. 
The use of flat strip wound on edge, generally conduces to a high 
space factor when the cross section required is such as to permit 
of the choice of a strip of favourable dimensions. Hpace factors of 
0‘7 and more may sometimes be obtained in large, low-voltage, slew- 
speed machines, with series field spools of edge-wound copper strip. 





















CHAPTEB XVI 


THE INSULATION OF FIELD SPOOLS 

Questions relating to the best methods of insulating field spools and 
to their general construction, constitute a subject of much interest, 
and one in which wide differences of opinion are held. The old 
method of supporting and protecting the windings by flanges 
constructed from castings of brass, iron, or other material, has 
not been entirely superseded. On large dynamos and on many 
of the present types of motors for heavier electric railway work 
they are still generally employed. This is, however, more for 
stiffening, and, in general, for mechanical support, than for pro¬ 
tection. In such cases it is often quite necessary on account 
of the severe strains to which this class of apparatus is subjected, 
but for most stationary motors and for generators of only moderate 
size there would appear no sufficient reason for adopting such 
methods, as the mechanical strains do not form nearly so im¬ 
portant a factor. In small motors, the so-called “ mu minified ” 
form is at present very generally adopted below those sizes where 
mechanical strength renders necessary flanges either of metal or of 
wood. But in the “ mummifying method, the heat-dissipating 
capacity is largely reduced, resulting in considerably increased 
outlay for field copper, due to the reduced specific current-carry¬ 
ing capacity. In field spools with metallic cores, the insulations 
are only thoroughly dried out with difficulty after the wire is 
wound, and a vacuum drying process thus becomes almost indis¬ 
pensable. A shell of some insulating composition, in which the 
wires are wound dry, is in some respects an improvement, but 
is not very generally adopted. A “ mummified ” field spool is 
shown in fig. 103. 
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Ventilated Field Spools. —Field spools must generally be 
constructed to be able to withstand temperatures approaching the 
limits which would be detrimental to the cotton coverings. It. 
is difficult to provide sufficient ventilation by the ordinary' con- ' 
structions, and hence it is important to devise means by which the 
ventilation may be more effective. 

A ventilated field spool may be constructed with wooden end 
flanges, laced to the spool by means of cord carried through the 
winding layers, which are separated at these points by blocks of 
wood or other fibrous material, leaving air gaps running laterally 
through the windings. The increased length of wire due to these 



separating blocks is more than compensated for by the greater 
opportunity for radiation thus provided. Of course, in such con¬ 
structions, the electrical efficiency of the machine is sacrificed 
to a more or less considerable extent. This type of field spool 
construction, together with the winding form, is illustrated in 
fig. 104. The cylindrical surface of the wooden winding form 
is first covered with cord laid lengthwise, the ends being 
temporarily secured to the flanges. The copper wire is then 
wound over these cords on the cylinder, and as the winding 
proceeds, the cord is interlaced between the various layers, 
the cord serving the double purpose of providing air channels 
between the layers and of binding everything firmly together. 
The finishing layer of wire securely binds the ends of the cord. 
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To protect this last layer from mechanical injuries a final layer 
of cord may be wound over it. The spool is then removed 
from its winding form, baked, and afterwards immersed in a vat 
of suitable insulating varnish and dried. It will be seen that 
although the completed spool is well protected mechanically, 
there is liberal provision for the emission of heat through the 





Fig. 104. —Turner s Ventilated Field Spool Construction. 

channels provided by the separating cord. The impregnating 
varnish prevents harm from exposure to moisture or dust. 

Single-cotton-covered wires generally suffice for the shunt 
spool windings of machines with six or more poles, and for not 
over 600 volts. An exception must be made for railway motors, 
which are generally series wound, and being completely enclosed, 
have reduced heat-dissipating capacity. In such motors it is 
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customary to use asbestos next to the copper, with an outer cover¬ 
ing of cotton. In some cases double asbestos and double cotton 
covering have been and still are used, thus providing four coverings 
altogether. This appears excessive, as similar types of motor 
have been successfully built with but one layer of asbestos and 
one of cotton, and in still another instance with but a single 
layer of cotton, which was impregnated with liquid asbestos. 
This well illustrates the diversity of individual opinions and 
methods. 

In recent years much attention has been given to the possi¬ 
bilities of increased heat dissipation by ventilation, and the 
tendency is toward what may be termed “ skeletonised ” con¬ 
structions, as distinguished from “ mummified ” constructions. As 
the name “ skeletonised ” implies, the tapes and bands are largely 
replaced by cords, allowing the heat to escape between the 
interstices of cord, instead of confining it by the wrappings of 
'band insulations. 

Heat-dissipating impregnating varnishes of the class described 
in Chapter IX. are useful in the manufacture of field spools. 

The possibility of thus reducing the necessary weight of copper, 
in virtue of these heat-dissipating methods, has been taken advan¬ 
tage of, and small motors, whose design limited the winding space, 
to the detriment of cool running, are said to have been rendered 
thoroughly commercial by the use of such varnishes. The spool 
is wound while the varnish is in a moist state, and the available 
space is just as compactly and effectively utilised as with untreated 
wires, and the completed spool, when thoroughly dried out, is 
cemented into a compact solid mass, which does not soften with 
heat, and is also moisture and acid proof. 

It will thus be seen that all the advantages of the “ mummified ” 
process, such as the absence of metallic and insulating core bodies, 
protection against mechanical injuries, and shape preservation, 
may often be retained by substituting string or cord for tapes and 
band webbings. The heat-dissipating property of heat-conducting 
varnishes is assisted by the improved ventilation due to the 
interstices provided by the use of cords. 

The enclosed magnet cores may, when deemed advisable, be 
wrapped with some tough, varnish-treated, fibrous material 
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before the completed spools are slipped in place, but this is dis¬ 
advantageous from the thermal standpoint. 

The cord can be, and in many cases is, dispensed with in the 
case of very small motors, the cementing properties of the varnish 
sufficing to hold the coil in shape until it is assembled in place on 
the machine. The pole pieces and flanges are in this case 
separately insulated with fibrous material, everything being finally 
clamped in place by the pole shoe flanges. 

For compound-wound spools, the series winding may consist of 
copper strips wound on edge, the winding generally being in but 
one layer. Paper collars are employed to insulate the turns, 
although it would appear that some hard enamel might be 
employed to advantage, the layer of enamel being reinforced by 
strewing sand or powdered glass, or some similar insulating 
substance, on the surface while the enamel is still soft. When dried 
out, the particles would remain fixed, and allow the copper spirals 
to be firmly pressed together without danger of metallic contact. 
The tendency of the copper to thicken on its inside edges by the 
bending process has been compensated by some firms by employ¬ 
ing copper drawn thinner on one edge, .but this is only necessary 
in exceptional cases. Insulated flat copper wires can also be 
wound on edge, and for transformer work this is often done to 
great advantage, rendering it possible to arrange the wires in one 
layer instead of in two or more, and by the use of enamel varnish, 
to cement the whole spool into a transportable cylinder. 

In fig. 104a (Plate 3) is shown a field spool of edge-wound flat 
copper strip, during the process of insulating. 
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TRANSFORMER INSULATION 

Closely corresponding to the mummifying methods of insulating 
field spools, are the methods pursued in the transformer construc¬ 
tions of some manufacturers. These have, however, in some cases 
already been superseded, as in the case of field spool windings, by 
the use of “ skeletonised ” constructions and heat-dissipating, 
impregnating, and cementing varnishes. This is a great improve¬ 
ment on the earlier methods, in which the wires were so wrapped 
up as to impede the emission of heat. With the same number of 
turns and cross section per turn, the flat conductors of the 
secondary may sometimes be wound on edge, and by the use of 
inter-braided tape, and of suitable cementing varnishes, the 
coil may be made to constitute a rigid cylinder, which may be 
slipped off from the winding form and upon the iron core of 
the transformer, the core being insulated by strips of fibrous 
materials separating the winding from the iron, and leaving air 
spaces, which serve as channels for the air or oil contained within 
the case. A cylinder of micanite slipped on over this secondary 
winding, and more fibrous strips arranged lengthwise upon the 
core, insulate the primary from the secondary, and provide air or 
oil channels between the winding and the cylinder. It is a good 
plan to separate the primary into small coils, with intermediate 
insulating collars between each section of winding. Wrapping 
should be discarded as far as practicable, in the interests of 
obtaining good surface radiation. Distance strips should be so 
employed as to prevent great depths of unventilated winding. The 
improvements rendered possible by these methods have been very 

marked, especially with respect to reduction of temperature rise. 
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The employment of oil in closed transformers is of great 
advantage, not only on account of the reduction of temperature 
effected by the circulation of the oil, but also on account of the 
preservative effect on suitably chosen insulations when immersed 
in oil of the right quality. The oil protects the insulation from 
oxidation, and thus maintains it in a soft, pliable condition. For 
such purposes a mineral oil must be employed, as with vegetable 
oils a considerable deposit of carbon soon results from the heating 
of the transformer. The best results have been obtained by the 
use of a heavy mineral oil, which although very viscous when cold, 
becomes thin under the influence of a moderate warmth, and 
flowing through the circulating channels of the transformer, leads 
to a very much lower temperature rise than would otherwise be 
obtained. The oil must have a high flashing point, must be free 
from moisture and all traces of acid and alkali, must not decom¬ 
pose nor evaporate at moderate temperatures, must be of suitable 
specific gravity and viscosity, and must have high insulating 
properties. It may be that such a long list of requirements has 
acted to deter some manufacturers from employing it, but the 
advantages gained far offset any slight expense required in subject¬ 
ing the oil to the necessary tests to ensure its fulfilling the 
specification. Nearly one million gallons of transformer oil are 
now annually supplied in America, and no ambiguity longer exists 
as to the quality required. 1 

Nor should oil be grudgingly employed. Present practice gives 
the average for all sizes as about two gallons per kilowatt, hut a 
greater amount could well be used, and with a more than compen¬ 
sating decrease in the outlay for copper and sheet iron. The 
temperature rise of an oil transformer is largely a function of 
the external surface of the containing case. So long as the case 
has sufficient surface it is quite practicable to economise in copper 
and iron, and the greater amount of surrounding oil will, with 

1 “ Oil is a better heat-conducting medium than air, and a transformer will 
show a much lower temperature with oil than without. The use of oil 
preserves the insulation, keeping it soft and pliable, and prevents oxidation 
hy air; consequently, the use of oil is advantageous in producing proper 
conditions to maintain uniform core loss and a superior insulation. The oil 
must be refined with special care to secure good insulating qualities and high 
flashing point.’’—Bulletin No. 9106 of the General Eleetric Co. (U.S.A.). 
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suitable design, by its natural circulation maintain the windings 
at as low a temperature as could have been obtained by the use 
of a greater weight of iron and copper, and a less liberal supply 
of oil. 

It may be said with general truth that in all countries the 
transformer goes through a stage of being regarded as an un¬ 
important detail, on which as little expense as possible should he 
incurred. In America alone does it appear to have completely 
emerged from this stage. Mr C. F. Scott, Past President of the 
American Institute of Electrical Engineers, recently stated 1 :— 

“ The one fundamental thing which underlies the adoption of 
the alternating current and the development of modern electrical 
transmission is the transformer. . . . There is a vast difference 
between the simple elementary form of transformer and the 
modem power transformer designed to transform hundreds or 
thousands of kilowatts at high voltages. Problems in the 
arrangement of the windings into a considerable number of coils, 
the problem of removing the heat generated throughout a large 
mass of material without undue elevation of the temperature, 
problems of mechanically supporting heavy windings which are 
subjected to mechanical forces tending to produce vibration or 
distortion of the coils, as well as the problem of insulating the 
transformer to withstand the very high voltages which are normal 
to the service and those which may accidentally appear, due to 
lightning or other causes—all these things have brought into 
transformer design and construction many elements of both 
theoretical and practical difficulty.” 

A large number of transformers in single units of from 1000 kw. 
to 2500 kw. each are now in regular service, whereas ten years ago 
transformers of as much as one-tenth of these capacities were 
exceptional. Over half a million kilowatts of transformers are 
now annually installed, and the rated output of the transformers 
annually installed is at least doubled every three years. The 
total capacity of the transformers at present in service may be 
estimated at over two million kilowatts, as against one-tenth this 
value some six years ago. Many large transformers are now in 
operation at over 50,000 volts. Such a transformer is submerged 
1 Corner’s Magazine, June 1904, p. 122, “ Long-Dintanee Power Transmission.” 
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in oil in an iron case, and coils of brass tubing, also immersed 
in the oil, surround the transformer at its upper end. Water is 
circulated through these coils, and maintains the oil and the 
transformers at the required low temperature. A 2000 kw. 
transformer of this construction requires only about 5 gallons 
of water per minute, or 0*15 gallon per kilowatt rated capacity 
per hour. In sizes up to 500 kw. the water circulation is 
unnecessary, sufficient cooling being secured by the natural 
circulation of the oil In an article in Gassier's Magazine 1 by 
J. S. Peck it is stated that— 

“ In the transformer, the function of oil is to insulate and to 
cool. As an insulator, oil has strength several times that of air, 
and is of particular value for the insulation of exposed surfaces 
which in air, under very high-voltage strains, act as conductors. 
The fluidity of the oil also gives it an advantage over solid insu¬ 
lating materia], in that it is self-healing and offers the same 
insulation strengtli after a discharge as before. It is also of value 
for sealing in cracks or openings which may be left in the solid 
insulating material. As a cooling medium, oil acts as a conveyor 
of heat rather than as a conductor. Coming into contact with 
the active parts of the transformer, it is heated, rises to the top, 
flows over the sides, and coming in contact with the cooling 
surfaces, sinks, and rises again past the heated surfaces. Thus a 
rapid circulation is automatically established, and the heat is 
conveyed from the active parts of the transformer to the surfaces 
provided for its dissipation. The specific heat of oil per given 
volume is very great as compared with air, and on account of the 
great fluidity of oil it will pass through comparatively small ducts.” 

In the May number of the Electric Club Journal , of Pittsburg, 
U.S.A., it is stated by Mr C. E. Skinner that— 

“At the present time the use of oil for the higher voltage 
transformers is considered absolutely essential, and a very large 
proportion of the low-voltage transformers of large size are also 
oil-insulated The use of oil for small house-to-house trans¬ 
formers is now almost universal practice in this country. . . . 
By transformer oil is meant an oil in which the transformer 
is completely immersed, forming a homogeneous insulation for 

1 June 1904, p. 137, “ Transformers for Long-Distance Power Transmission.” 
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those parts of the transformer which are not otherwise insulated, 
and also adding to the insulation of such materials as may be 
permeated by the oil, such as the cotton covering of the wire 
used. The transformer oil also forms a cooling medium, whose 
function is to receive the heat from the coils and core, where it 
is generated, and carry it to the outer and cooler parts of the 
transformer. Owing to the fact that the oil expands when heated, 
the hot oil rises, and the colder oil from the sides of the containing 
tank flows in to take its place, thus setting up a circulation of the 
oil which continually cools the transformer. ” 

The chief difficulty in the construction of transformers for im¬ 
mersion in oil, relates to the choice of insulating materials which 
will not be affected by the oil. 1 Rubber must in no case be used, 
as it is so quickly attacked by the oil. Hence rubber tubing, 
rubber bushings, rubber tape, and leading-in cables containing any 
rubber whatsoever, must be rigorously excluded. Oiled cotton and 
linen tapes are permissible, as also are presspahn and paper. 2 * 
Indeed, it would be well if the insulation in oil transformers could 
be confined to paper to a far greater extent than is at present 
the practice. 

In Skinner’s National Electric Light Association paper (1904), 
he states that the “ viscosity of transformer oil, within limits, is 
not of great importance, although in general the more fluid the oil, 
the more rapid will be the circulation of the oil in the transformer 
tank, and consequently tho greater the cooling effect. The viscosity 
seems to bear no relation whatever to the insulation tests, tho 
lighter oils—such as kerosene—showing as high or higher insula¬ 
tion tests than the very heavy oils. Tests for viscosity require 
special apparatus and special care in testing, and such tests are 
not usually considered necessary in connection with transformer 
oil. The oil is always in a fluid state when tho transformer is in 
operation, and no harm whatever would result from the oil con¬ 
gealing in the transformer, inasmuch as there are no moving parts. 

1 “ One important point for dynamo and especially transformer insulation 
is that the oil used should not have a dissolving or other effect on the 
insulating material.’ 5 —Dr Max von Recklinghausen. 

2 Presspahn dried in vacuum and then kept twelve hours in transil oil at 

120 degrees C. gives most excellent results. 
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Oil with a high cold test may not, however, be suitable for use in 
oil switches which may be subject to intense cold, as the switch 
may ‘ freeze up/ due to the congealed oil, and fail to operate on 
this account/' 

The following quotations are taken from the same source :— 

“ Colour of Transformer Oil. —For convenience in handling, 
it is desirable that a transformer oil be water-white in colour, but 
this is not at all necessary, and as the production of the water- 
white oil usually means chemical treatment, it is best to use a 
darker oil, rather than to risk any chance of having traces of 
chemicals in the oil. Most oils get darker with continued use. 
The quality of the oil from an insulation standpoint does not 
apparently suffer any change whatever due to darkening under the 
influence of temperature. 

“ Sulphur Compounds. —The action of sulphur on the insulation 
of transformer oil, while not yet thoroughly investigated, has shown, 
in the few tests which the author has carried out, to be very detri¬ 
mental, and it is therefore considered best to eliminate sulphur 
compounds from transformer oil. Western oil is particularly 
liable to contain sulphur compounds, and therefore liable to give 
trouble from this cause. In some tests carried out some time ago 
the insulation resistance of a model transformer, after remaining 
at a very high value at high temperature for nearly a year, was 
lowered to the danger point in a few days by the introduction of a 
small amount of sulphur into the oil. 

“ Deposit. —In actual service, it sometimes occurs that a brownish 
or black deposit is formed in the oil. Careful experiments have 
shown that this deposit is a phenomenon of temperature alone. 
This deposit is formed from the oil and from the insulating 
materials, such as varnishes, etc., which are used on the solid insula¬ 
tion of the transformer. This deposit is itself a good insulator, 
and the only harm done by such deposit is to impede the cooling 
of the transformer by lodging in the ventilating spaces and on the 
cooling coils of a water-cooled transformer. In the very high- 
tension transformers there is also a tendency for this deposit, when 
it does occur, to line up at points where the stress is greatest. 
Such deposit does not necessarily mean a deterioration in the 

insulation of the oil, or of the transformer, and occasional cleaning 

15 
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of the parts on which the deposit occurs is all that is necessary to 
keep the transformer in good condition. Where the transformer 
tops are partly open, the deposit will contain dust and dirt, which 
naturally get into the transformer case. 

“ Action of Waterproofing Compounds.— In many trans¬ 
formers, waterproofing compounds are used which may or may 
not be soluble in the oil in which the transformer is immersed. 
These waterproofing compounds are necessarily good insulators. 
The materials used may have either an asphalt, coal tar, or linseed 
oil base. When asphalt or coal tar base compounds are used, they 
are always somewhat soluble in oil, especially when the oil is hot. 
Compounds having a linseed oil base, when thoroughly dry, are 
practically insoluble in mineral oil. When large quantities of 
waterproofing material, with asphalt or coal tar as a base, are 
used in transformers, the compound resulting from the combina¬ 
tion of the waterproofing material and the transformer oil may 
form a pasty mass, which will close up the ventilating spaces, and 
consequently cause dangerous heating of the transformer, due to 
lack of ventilation. From an insulation standpoint there is no 
objection to the waterproofing compound being dissolved out after 
the transformer is put in service, provided the design is such that 
the ventilating spaces which are essential to the cooling of the 
transformer are not filled up. Any compound which is soluble 
in mineral oil should not be depended on for cementing parts of 
the transformer, or for closing spaces when this compound may be 
dissolved out by the oil later. The linseed oil compounds are 
waterproof in the sense that they will not allow water to pass 
through where there is an unbroken film; but they are not 
waterproof in the same way that asphalt and coal tar base com¬ 
pounds are waterproof, i.e. they are not ‘ water-repellent.' When 
transformers are treated with linseed oil compounds, more care 
must be taken to prevent the absorption of moisture than when 
the other class of compounds are used." 

Skinner points out that, contrary to an idea which has become 
somewhat widespread, the use of oil in transformers is perfectly 
safe from the standpoint of the fire risk, since oil as a body is the 
reverse of inflammable. He relates that “in carrying out some 
tests on a very high-tension transformer, a spark passed between 
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leads above the surface of the oil, igniting some fibrous material 
which surrounded the high-tension leads above the oil level. 
This fire was readily extinguished by dipping oil from the tank 
and pouring on the blazing part.” 

“In another instance, a transformer was suspended above the 
oil tank for the purpose of making some examination with current 
on. Owing to a fault, the transformer, which was thoroughly oil- 
soaked, was set on fire and was burning fiercely. It was dropped 
into the tank of oil, and the fire was extinguished immediately.” 

An interesting phenomenon has been observed in transformers 
in which the high-voltage primary coils consist of a few long 
layers. There was, as a result, a high voltage between adjacent 
turns at the ends of these long layers. In the particular case of a 
thirty k.w. transformer, this amounted to several hundred volts 
per layer. The insulation between layers consisted of a few thin 
sheets of red rope paper. This was ample to prevent a break-down. 
Nevertheless, if the core loss, measured cold, amounted to a certain 
amount, say 200 watts, and if then the transformer was run with 
load until a temperature rise of some 50° Cent, had occurred, then, 
on throwing off the load and re-measuring, it was found that the 
apparent core loss had been more than doubled. When again 
cold, however, the original value of the apparent core loss was 
again observed. Kepeated tests with several transformers con¬ 
firmed these observations. On reducing the voltage per layer to 
one-half, by subdividing each of the long primary coils into two 
coils of half length, the increased loss was still observed, but it was 
of materially decreased amount. The transformers also then ran 
cooler with a given load. It appears that at high temperatures 
an ohmic loss, due to the very small leakage current flowing 
through the insulation, was taking place. This is quite credible 
when one considers how very greatly the insulation resistance of 
most insulating materials decreases with increasing temperature. 
An instance of this has already been given in fig. 21 on page 36. 

Of course the remedy in such cases consists in subdividing 
the single long coils into short component coils. This inevitably 
requires more total space for insulating material. One may 
of course employ thicker and better insulation between layers. 
Sufficiently thorough investigations would probably also show 
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that with different materials this effect varied sufficiently to 
justify great care and increased expense in selecting materials of 
such a nature that the insulation, while high at low temperatures, 
decreased least with increasing temperature. 

Fessenden, in 1898, suggested that “ by dissolving a solid, non¬ 
dissociating substance in the oil in such excess that it crystallises 
out at ordinary temperatures, and forms with the oil a soft 
gelatinous mass, not fluid, but yet capable of allowing the oil to 
ooze through its substance,” one could in oil transformers make 
use of the property—if the substance were, say, paraffin—that the 
large specific heat of liquefaction would prevent an overload from 
raising the temperature of the oil above a fixed point, until the 
paraffin is all melted. He states that this method would have the 
disadvantage associated with the use of an oil of great viscosity, 
namely, that it would not re-insulate so quickly after a discharge. 

Now that such exceedingly high voltages are employed in 
practice, the question of transformer insulation is of great import¬ 
ance. Two-thousand-volt transformers in America are tested at 
from 8000 to 10,000 volts from primary to secondary, and from 
primary to core and to frame. Transformers for higher voltages 
are required to show a but slightly lower factor of safety, and 
10,000-volt transformers should withstand the application of 
25,000 volts from primary to secondary and to core. It is only 
by a policy of conservative, sound work that electrical power 
transmission at over 60,000 volts has been successfully carried 
out. In a recent paper contributed by Moody 1 to the Transactions 
of the American Institute of Electrical Engineers, we find the 
following impressive paragraph:— 

“ Eighty thousand volts is the highest pressure that is now 
practicable for transmission work, but transformers and insulators 
must be tested, consequently there is some demand for trans¬ 
formers working up to 200,000 volts. The insulation of the 
terminals of such transformers is the most formidable part of their 
design. As yet, I know of no satisfactory solution of the problem, 
except to use oil-filled tubes as terminals. A terminal that has 
withstood 375,000 volts without any indication of weakness is 
constructed as follows:— 


1 See also p. 119. 
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“ The tube was the shape of two truncated cones, bases together; 
about 12 inches in diameter at the centre, and 4 inches at either 
end; it was built up of thin wooden rings, telescoped a short dis¬ 
tance into each other, and held together by the conductor, which, 
for mechanical purposes, was made quite heavy, and which was 
located in the axis of the cones and supported by washers at 
either end of the tube; between each section of the tube were 
collars of insulating material, some 3 inches larger in diameter 
than the tube, which served the purpose of greatly increasing the 
leakage surface. After the sections were drawn tightly together 
by nuts at each end of the conductor, the whole structure was 
repeatedly dipped in varnish and dried, thus sealing all joints. 
The terminal was mounted with the lower end several inches 
under the oil in the transformer, and with its largest diameter on 
a level with the cover; the lower end of the tube was tightly 
sealed, making the tube perfectly oil-tight.” 

In England and on the Continent the requirements for trans¬ 
former insulation tests are too low. They generally consist in 
subjecting 2000-volt transformers to an insulation test at double 
the working voltage, and subjecting high-voltage transformers to 
test at but 50 per cent, above the normal voltage. 1 

1 A portion of the contents of this Chapter is taken from an earlier 
publication by one of the authors. 
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INSULATING ARMATURE PUNCHINGS AND LAMINATIONS IN GENERAL 

Practice varies widely as regards the means employed for 
insulating laminations from one another. In the early days 
thin paper was employed, hut this was an expensive method as 
regards both material and labour. Some manufacturers even now 
employ ordinary shellac varnish, but this is altogether unsuitable, 
since not only does shellac varnish absorb moisture, but it softens 
at moderate temperature, and also crumbles to powder in the 
course of time, and the more rapidly the greater the vibration to 
which it is subjected. Another practice is to oxidise the surface 
of the plates, the oxidisation being accomplished by the use of 
acids and their fumes. 

The most general practice nowadays is to coat the surface with 
a quick-drying Japan varnish. Care should he taken to select a 
varnish that will not soften under heat, nor crumble with heat 
and age. 

The laminations may be passed between a pair of rollers, of 
which the lower one is immersed part way in the varnish, which it 
carries to the upper roller, and the laminations passing between 
them become coated on both surfaces with the varnish. After 
leaving the rolls, a long endless chain carries the plates over a 
series of hot blast pipes, so perforated that the air impinges on the 
surfaces to be dried. The plates are finally deposited in a suitable 
receptacle at the other end. An apparatus for the purpose is 
shown in fig. 105. The plates may be passed successively through 
a number of coating rollers. They should finally be powdered with 
French chalk, which gives an extremely fine coating of mineral 

insulation, increasing the efficiency, and preventing the plates 
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. m sticking should they not be thoroughly dried when assembled 
m packs. 

The rolls should be made of metal, and coated with printers' gum 
or gelatine, as rubber would deteriorate under the influence of the 
turpentine or benzine solvents. The surfaces must be clean and 
free from all oils and from metallic dust. If turpentine is used 
in place of soap and water or oils during the stamping process, 
no extra labour for cleaning will be necessary, and the varnish 
will stick all the better, since turpentine is allied to the solvents 
most generally used in practice to thin down the varnish. Of 
conrse, in cases where the punchings are annealed after leaving 
the stamping press, all oils and soap are removed by this process, 
hut in some cases it is practicable to avoid re-annealing after 



stamping, thus saving the expense of an annealing oven. When 
this is the practice, the punchings must be freed from oil before 
a Pp!ying ^be varnish, otherwise the varnish will not form an even 
and secure coating. The drying may be hastened by first placing 
the punchings in a heating oven and running them through the 
varnishing rolls while still hot. 

Core Plate Varnishes.— Gilsonite, Asphalt, and other 
materials of this class, form the base of some of the best varnishes 
for this purpose. The specific gravity should not be over 0*83. 
The plates may be passed successively through a number of coating 
rollers. The pressure with which the core plates are assembled 
has been found, for the range of pressures employed in practice, to 
affect the insulating results hut slightly. A pressure of 8 kgs. 
per square centimetre is fairly representative of standard practice. 
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To study the effect of pressure, discs of 32 cms. diameter, with 
edges well rounded and irregularities removed, were coated on 
both sides by the standard method above described. Twenty discs 
of each variety of varnish were used, and plain discs separated 
each variety. These plain discs served as terminals from which 
measuring leads were carried to a Wheatstone bridge. This 
aggregation was placed under a hydraulic press and readings were 
taken at various pressures. The pressure applied was far greater 
than that employed in practice, in order to better determine the 
effect of pressure in reducing the electrical resistance. The results 
at the excessive pressures employed in these tests, showed some 
dependency upon the kind of insulation employed. 

Micrometer gauges cannot very accurately measure the 
thickness of the coating, owing to the variation in the 
thickness of the iron, and also to the unequal distribution of the 
varnish. After coating with varnish, the punchings should be 
packed in cases in order to avoid scratching the surfaces and 
mechanically injuring the plates. 

A series of experiments with a score of different samples, brought 
to light the value of celluloid lacquer such as is used in coating 
polished brass and similar metals. Iron laminations immersed 
while warm in a vat of lacquer, dry quickly, and have a thin, 
smooth, even highly insulating coating. Neither heat, moisture, 
nor acids affect the coating, which is very durable. 

A coating of celluloid lacquer on the plates is so extremely 
thin that a gallon would coat several times as much surface as a 
gallon of any other liquid insulator, giving the same insulating 
resistance, and it spreads itself more uniformly on the surface. It 
will also dry at least as quickly as any other suitable varnish, so 
that although the cost per gallon is much greater, economy may 
nevertheless be obtained by its use. 

Copper wires have, for a limited class of work, already been 
successfully insulated with collodion varnishes, and developments 
in this direction will probably ultimately lead to further improve¬ 
ments in the insulation of electric machines. 

One of the materials on the market for insulating sheet-iron, is 
called “ insuline.” It is alleged by its manufacturers to possess 
the following advantages:— 
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“ A good insulator effectually preventing eddy currents between 
the discs or sheets. 

“Very thin, occupying much less room than any other insulator 
used for the purpose. This is especially important with very 
thin iron sheets, making a practical and useful addition possible 
in the amount of iron that can be got, for example, into a given 
length of armature, thus reducing magnetic density, or giving 
advantages in other ways. 

“ Unaffected by any temperature reached in practice. Does not 
slowly squeeze out or decompose. 

“ When applied to toothed armatures it covers the teeth equally 
with the rest of the disc. 

“ It is put on after stamping and annealing.” 

The manufacturers of armalac claim that it is suitable for 
coating armature core plates. They give the following directions 
for its use for this purpose:— 

“To insulate an armature, dip laminations in armalac which 
has been thinned down with petroleum naphtha until it leaves 
a film of not over of an inch thick. In plants where a 

large amount of work is handled, the laminations - are painted by 
passing them between printers’ rolls, the lower one of which runs 
in a trough of armalac. 

.“It is a waste of time to bake laminations on which armalac is 
used. They are completely dry in a few moments.” 

G-raphite has also been employed for coating core plates. 
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for each case. A foot lever operates the friction clutch controlling 
the speed of the machine, thus leaving the operator’s hands free 
for holding the work and guiding it through the machine. Where 
a large number of bars are to be taped, mechanical appliances are 
employed for supporting the bars and feeding them through the 
taping machine. These appliances comprise a set of clamps 



mounted on a carriage travelling in the direction of the work to 
be taped, at speeds adjusted to correspond to the amount of 
overlap required. 

An improved and simplified form of taping machine, devised by 
one of the authors, is illustrated in fig. 110. In this design the 
power shaft runs immediately below the bench. A pully is keyed 
to this shaft; another pulley is carried on the end of an arm 
pivoted on the shaft’s bearing. Over these two pulleys runs a 
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round leather belt, which may be brought to bear on the under 
side of the taping pulley, by operating the foot lever. In fig. 110a 
is given a photograph of a machine constructed on this principle. 

Tapes and Bands. —At Barmen and Elberfeld in Germany 
are located mills manufacturing a considerable proportion of the 
tape employed in the electrical industry. Such tape must be 
strong, flexible, and free from sizing. A yellowish-tinged tape of 
fine texture and about 013 mm. thick, is most widely used. For 
all-round work, the most convenient width is from 16 to 18 mm. 



Fig. 109. —Taping Machine in Use. 


As the tape is applied mechanically at fairly high speed, it is 
necessary to make certain that if the roll is not in one piece, the 
ends are joined by thread, for cases have occurred where small pins 
have been employed, and their presence in the roll escaping 
detection, the tape, with the pins, has been bound upon the coils, 
and the latter assembled upon the machine. Such a fault may escape 
detection and ultimately lead to the breakdown of the insulation. 

The rolls of tape have a 10-mm. centre, and should he about 
150 mm. in outside diameter, in order to be conveniently mounted 
in the taping machine. 
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“Jaconet” is the trade name by which the most widely used 
cotton or semi-cotton coil-insulating tapes are known. It should 
be remembered that tapes serve as a means for holding the impreg¬ 
nating varnish and for separating the conductors from one another, 
and it is important to secure thin tapes of a uniform and fine 



texture. The adjustment of the overlap to suit the requirements 
oi each ease is a matter of considerable importance. 

It has been found advantageous in large electrical works whore 
many varieties of tape are used, and there is difficulty in stocking 
such tapes m requisite quantities, to manufacture the tapes from 
rolls of cloth, the difficulty of selvage edges being overcome by 
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varnishing impregnations. The method of making these tapes 
is to take a roll of cloth, dry it out in a vacuum oven, immerse it 
in a tank of insulating varnish, and then wind the cloth from this 
tank, direct on a mandril in a lathe, the cloth passing over straight 
edges to keep it smooth, and to provide a smooth, thin coat of 
varnish. This cloth on the mandril is then revolved at a high 
rate of speed, and a cutter attached to the slide rest of the lathe 
cuts the cloth to any width desired. It is the practice to treat 
this cloth and keep it on the mandrils ready for cutting as 



Fig. 110b. —Holitsch er’s Carves for Para Rubber Tape. 


occasion requires, and when the tape is used on a taping machine, 
it will he found that the tape is more elastic and provides a more 
perfect insulation than is obtainable by other methods. Insulat¬ 
ing varnishes are subsequently applied, filling up the interstices 
and making a thoroughly moisture-proof surface. The insulating 
varnish should be of a permanently plastic nature, otherwise it 
is liable to dry out and become brittle. 

Rubber tape should never be employed in armature insulation. 
Excellent as it may be as an insulator when freshly applied, its 
rapid deterioration under the best of circumstances, and especially 
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under the influence of oil, prevents its employment in such 
machinery. 

In many cases the thin rubber film is merely solutioned to the 
canvas. If vulcanised to the canvas it would be better, but for 
the fact that rubber oxidises so rapidly, and to make the tape 
cheap it is “ gorged ” with impurities to such an extent that 
under no conditions would it be a suitable material for armature 
or transformer coils. 

Holitscher's results for the disruptive strength of Para rubber 
tape are given in the curves of fig. 110 b. 1 


E.T.Z., February 27, 1902, p. 171. 




CHAPTEE XX 


drying insulations—vacuum drying ovens 

In the earlier days of the dynamo industry, very crude methods 
were employed m drying-out apparatus. In many cases the drying 
consisted largely in heat runs of the apparatus. Even now in 
arge apparatus a final drying is often effected in this way, and. 



with the much more liberal provision of ventilating ducts through- 
ou the machine, this is far more effective than in the old days 
Although expensive, it is often better to send continuous current 
through the windings from an external source, as there is then no 
voltage present except the small C E drop, and the windings need 
not be subjected to high potentials until well freed from the last 
traces of moisture. Such methods are, however, crude and 
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expensive. It was formerly sometimes the practice to build 
charcoal fires around the fields and armatures in an enclosure of 
sheet iron, or even of rough boards lined with sheets of asbestos, 
and to-day one frequently finds large armatures being dried out 
by surrounding them with temporary banks of steam pipes. Gas 
ovens are also sometimes used, but more especially for drying out 
commutators and mica insulations. 

Some firms employ steam ovens, through which a circulation of 



Fig. 112.—Bank of Hot Air Drying Ovens installed in a British Dynamo Factory. 


air is maintained by fans. Others first heat the air by steam 
pipes in special ovens, afterwards blowing it through the 
ovens containing the apparatus to be dried. This type of oven 
is illustrated in fig. 111. A bank of hot air drying ovens installed 
in a British dynamo factory is shown in fig. 112. 

Vacuum drying ovens are, however, now generally considered 
indispensable by electrical manufacturers. These ovens are of 
cast or wrought iron, and are lined internally with jointless steam 
pipes. By external valves, the temperature may be maintained at 
the required value (generally 60° C. to 95° C.). 
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Hence copper wire, in loose coils, should be thoroughly dried in a 


vacuum oven prior to being 
wound into armature coils 
or field spools. All cloths 
and papers should also be 
thoroughly dried before being 
dipped in impregnating var¬ 
nishes. After dipping, they 
should again be placed in 
the drying oven. When the 
oven is coated with a 
non-conducting composition 
to prevent loss of heat by 
radiation, the consumption of 
heating steam is very small 
indeed. Owing to the vacuum, 
there is nothing but the article 
to be dried which can absorb 
the heat, and this, together 
with the radiation loss, is a 
measure of the heat required 
to be supplied. A drying oven 
some 220 metres in diameter 
and 350 metres long re¬ 
quires an expenditure of some 
J h.p. from the air - pump 
while maintaining the vacuum 
against leakage into the 
oven. When first exhausting 
the oven, some 1\ h.p. is 
customary. Some 25 kgs. of 
steam per hour would be 
ample for maintaining such a 
vacuum oven, if jacketed, 
at a temperature of about 
75° Cent. 

Untreated cloths or fabrics 
should be dried in a vacuum 
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oven of another type. It may be employed for drying only, 
or for drying, insulating, and impregnating. The chamber consists 
of a cast-iron cylindrical body, 4 feet internal diameter, 6 feet 
internal length, with a sheet-iron insulating jacket. The front 
cover opens on hinges and has a window to enable the process to be 
watched from without. The back cover is fast, and to this the 
usual fittings, as also a flexible metallic pipe to connect with a 
tank containing the insulating compound, are attached. The com¬ 
pound is drawn up by the vacuum, and runs back to the tank 
when air is let into the chamber. A spiral steam heating coil 
surrounds the inside. Articles to be impregnated are put into a 
tank, preferably on wheels, and a flexible pipe connected to that 
of the back cover allows the compound to flow into it to the 
height that may be required for covering them, thus avoiding 
coating the heating coil. The approximate weight of the chamber 
is 48 cwt. 1 

A chimney type of drying oven for armature and field coils is 
sketched in fig. 115. 

1 For particulars of their vacuum ovens, the authors are indebted to the 
courtesy of the firms, Messrs Emil Passburg, Berlin, and Messrs Neville Bros., 
Liverpool. 











CHAPTER XXI 


OTHER TOOLS AND ACCESSORIES EMPLOYED IN INSULATING 

Tools for Gutting Insulations .—Ordinary knives and hand shears are 
employed by the winders for cutting insulations, but in large shops 
a great deal of the insulation is cut to gauge wholesale and kept in 
stock. For this purpose hand shears of the type shown in figs. 
116 and 117, and power shears of the type shown in fig. 118, are 
employed. Treated cloth may be cut on the bias, if cut first into 
five- or six-foot lengths and repeatedly folded. 



Fig. 120.—Wire Stripper. 


For producing disc-shaped pieces of insulation, circular shears 
of the type illustrated in fig. 119 may be employed. 

Wire Strippers. —In preparing armature coils it is necessary to 
strip and tin the ends of the leads. A very simple tool for the 
purpose of stripping the ends is shown in fig. 120. It consists of 
a fiat piece of steel, some 3 mm. thick by 12 mm. wide and about 
150 mm. in length. Saw cuts are made in the ends, and the 
tool is then hardened. The crotch spans the wire, and the sharp 
corners cut or strip off the insulation very easily. The wire is 
supported on a block of wood or fibre while thus being stripped. 

Trimmer for Slot Insulations .—For ease in assembling the coils 
in the slots, the slot linings of presspahn, fuller board, horn fibre, 
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I .Plate 5. 



FrG. 119.—Circular Shears for cutting Disc-shaped Pieces of Paper, Cloth, 
and Fibrous Materials in general. 
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or other material, are at first allowed to project above the surface 
of the armature, and, after the coils are all in place, the surplus is 
trimmed away, level with the surface. A knife is apt to slip and 
cut the slot insulation, or even the insulated coil, and never leads 
to neat results. Fig. 121 shows a trimmer which obviates these 



difficulties. The Y-shaped tool is pushed along the top of the slot, 
cutting away clean and smooth the projecting edges of the slot 
lining. 

Tools and Accessories Employed in the Mica Department. 

Mica Splitting . — There are required a common knife with 
well-sharpened and pointed blade; a file about 30 cm. long, or 
a strip of sandpaper; and a wooden block measuring about 20 
cm. x 30 cm. x 5 cm. In addition to these, there are only required 
receptacles for the block mica and the split mica. The outfit is 
shown in fig. 122. 

An edge of the block mica is first rubbed on the file to obtain a 
good bevelled edge, and then, while held in the left hand, it is 
placed on the block. The pointed knife is manipulated with the 
right hand, the point being inserted on the bevelled edge side of 
the block mica, and the laminations are loosened by a slight twist 
of the knife blade and thrown aside. The operation is repeated 
until the entire block is split up into leaves of a thickness of from 
0*02 to 0*03 mm. An experienced girl can split 5 or more kilo¬ 
grams daily, the amount also depending upon the size and quality 
of the mica. It is a mistake to let the inducement of the lower 
price per kilogram lead to the purchase of very small blocks of 
mica, for the greater expense of splitting and handling will lead 
to a greater ultimate expense than would result from the employ¬ 
ment of larger and better blocks. Block mica measuring about 
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5 cms. x 7*5 cms. is most generally employed, and the price ranges 
from 15d. to 33d. per kilogram. A size of about 7*5 cms. x 12 cms. 
is also often used, and costs from 40d. to 60d. per kilogram. Mica 
blocks are of irregular shape, as it is not worth while to trim them. 
When re-constructed from the thin splittings, with suitable attention 
to staggering the overlaps, a very regular product is readily obtained. 

In some cases, it is the practice to first pass the block mica 
between bending rollers, as indicated in 
the sketch in fig. 123, but it does not 
appear that enough is gained to make this 
desirable. 

Nowadays, it hardly pays a large firm 
to do its own mica splitting, as the split 
India mica can be bought almost as cheap, 
if in fact not cheaper, than the block 
mica, on account of the cheap labour of 
India. But sometimes this mica is split 
altogether too fine, causing much loss of time in disengaging the 
leaves which adhere together closely, and there is considerable waste 
caused by pulverisation during transport. A machine for splitting 
mica is being used by a large American firm. It not only splits 
but assorts the different grades of thicknesses. This machine 
consists of a horizontally revolving disc, carrying blades on the 
safety razor plan, which shave off a leaf at each revolution, there 
being four blades of varying adjustments as regards thickness per 
cut. Four receptacles are provided for the four grades of mica, 
and four places to insert the block mica, the revolving knives 
being held against the mica by springs. 

Micanite Building .—There are required a zinc-lined bench, a can 
and brush for the sticking varnish, receptacles for the mica, and 
thin cheap paper for backings. The outfit is shown in fig. 124. 
The can, of about one litre capacity, should be of zinc or similar 
metal. Iron will not do, on account of the chemical action of the 
sticking varnish, or its solvent, rusting and eating into the metal. 
A wire fastened across the middle to the rim is useful to brush 
against, to reduce the quantity of varnish which the brush takes 
up at each dipping. The brush should be of the flat variety, with 
bristles, say, 8 cms. long, well fastened into the socket, which is 



Fig. 123.—Rolls for bending 
back and forth blocks of 
Mica prior to splitting. 
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about 6 cms. wide. The sticking varnish may be composed of 
shellac gum, dissolved in the best alcohol (methylated spirit, on 
account of its corrosive tendencies, is to be avoided). The varnish 
should have a specific gravity of, say, 0*84 for micanite intended 
for commutator segment insulations, and about 0*88 for moulded 
mica work. 

• Copal varnish, zinser, and various other stickers are being used, 
but we consider shellac to be superior to other bonds for this 
purpose It is better that the Mica Department should mix its 
own shellac daily, according to requirements ; and to this end, a keg 
with a shaft passing midway and parallel to the heads, suitably 
mounted in supporting bearings and with a tight-fitting clamped- 



Fig. 125.—Revolving Keg for mixing Shellac. 


on cover over a 15-cm. hole in one head. The shaft is revolved 
from a suitable source of power, and causes the keg to tumble 
about the shellac and solvent until they are thoroughly mixed. 
It is not advisable to make more than a two-days’ supply, on 
account of the fermentation and evaporation of the alcohol. 
Shellac of the right consistency has a bright, clear, pale-reddish 
colour. 

In fig. 126 is shown a photograph of the department of the 
Mica Insulator Co.’s works, in which micanite is built up from 
split mica. After the micanite plates have been built up to the 
required thickness, they are placed in a press, with separating 
sheet iron placed between each sheet, and pressed cold, gradually 
increasing the pressure, say, every two hours. Some firms lay the 
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sheets on a hot plate for three or four minutes, and then roll, with 
a 200-lb. roller, until the shellac has been spread out uniformly, 
the rolling being done on a cold plate. Such an equipment is 
shown in fig. 127. Others apply pressure and heat at the same 
time by means of hydraulic or toggle-jointed presses and steam- 
heated press plates. 



In fig. 128 is shown a photograph of a motor-driven, steam- 
heated, toggle-jointed micanite press at the works of the British 
Westinghouse Co., and in fig. 129 a hydraulic press, for the same 
purpose, at the Mica Insulator Co.'s works. The authors wish 
to express their thanks for the courtesy of these two concerns in 




permitting them to employ these and other photographs in 
this treatise. A toggle-jointed hand-power press for micanite 
pressing is shown in fig. 130. This is also from a photograph 
taken at the British Westinghouse Co/s works. 

The commutator segment insulations are then passed through a 
mill, which grinds them to the required thickness. This mill con- 
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sists of a spirally cut steel roll, with well ground cutting edges 
mounted between lathe head and tail stock, an adjustable bed table 
located close below this cutter, and which can be raised or lowered 
by a finely threaded screw mechanism, and a burred roller located 
one on each side of the cutter, and geared thereto, for feeding in 
the micanite to the mill. Suction pipes and a hood serve to carry 
away the dust as rapidly as it forms. Such a micanite milling 
machine as employed at the British Westinghouse works is 
illustrated in figs. 131 and 132. The strips are ground to a 



predetermined thickness. Practice alone dictates the allowances 
that must be made for compression when the commutator is 
assembled. This allowance varies with the size of segment and 
the amount of sticking varnish that can still be pressed out of 
the micanite during the process of assembling the commutator. 
The micanite plates are carefully gauged, and should not vary 
more than 0*025 mm. either way. A machine for gauging the 
thickness of the micanite plate is shown in fig. 133. 

Micanite for commutator segment insulation, is cut up into 
blanks of a slightly larger dimension than the copper segment 
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and afterwards pressed in a hot press, as above described, until 
all but the thinnest possible film of varnish remains—barely enough 
to make the component plates adhere together. The sticking var¬ 
nish can be more readily exuded from the mica strips when cut up 
to the size of segments than in the large plates as originally built 
up. A pressure of from 50 to 70 kilograms per square centimetre 



is advisable, and a steam pressure of about 7 kilograms per square 
centimetre may be employed to heat the plates. 

Moulded Mica .—For moulded mica, white India mica should be 
pasted up with a heavier bodied shellac. The plate should be 
pressed and heated without expelling all the alcohol, for, in the 
case of moulded mica, it is necessary for flexibility. Here the 
object of pressing is not to expel the sticker, but merely to cause 
the shellac to flow evenly about between the layers of the plate. 
Heat is applied for perhaps three or four minutes, and then the 
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plate is pressed for about three minutes, but no longer, as the 
alcohol would evaporate too much. A pressure of 28 kilograms 
per square centimetre is sufficient. The moulds may be rubbed 
over with vaseline, to prevent the mica from sticking. A little 
French chalk will in some cases be sufficient. Some prefer to use 
thin mica, laid in loosely, to prevent the sticking of the mould. 
The moulds should be heated to from 150° to 180° C. over a 
Bunsen flame, this being preferable to steam heat, as it is more 
intense and shortens the time of baking. In fig. 134 is shown a 



Fig. 141 .—Transformer for testing for Faults in Form Wound Coils. 

type of steam press suitable for use for a wide range of sizes of 
moulds. Such presses are piped for steam and cold water, so 
that they may be alternately heated and cooled. A gas grill in 
Which gas and compressed air furnish the intense heat necessary 
f| 3 r baking moulded mica stands next to a press over which the 
hoods are lowered and a blast of cold air is driven against the 
moulds. This method forms a quick and most satisfactory way 
of turning out moulded mica work on a large scale. The rotary 
fan for cooling purposes may be located on a high platform next 
to the roof, the cold air from outside being sucked in by the fan 
and blown through the system of pipes and finally upon the work 
as required. 
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Fig. 135 shows a view of another department of the works of 
the Mica Insulator Co. One sees on the left a press piped for 
receiving hot water. 

The Manufacture of Slot Insulating Tubes .—A mandril, split and 
tongued lengthwise, as shown at A, in fig. 136, on p. 252, must be 
provided. The object of making it in two parts is so that the rolled- 
up insulation covering it, may be tightened up hard and fast, and 
also for convenience in removing the mandril after the insulating 
tube has been baked hard upon it. 

Presspahn that has first been dried in a vacuum, and then 



Fig. 142.—Transformer for testing for Faults in Armature Windings. 


immersed in hot linseed oil for twenty-four hours, and then air- 
dried, is covered with a layer of mica for two-thirds of its length. 
The remaining one-third, half at each end of the sheet, is left free 
from mica, in order that when the sheet is wrapped on the mandril, 
there shall be a good adhesion of the first and last turn. This will 
result in the tube preserving its form. The mandril should be 
extended, as shown at B, in fig. 136, and thin Japan paper should be 
wrapped twice round it, in order to prevent the mandril from stick¬ 
ing. Then the presspahn-mica sheet is wrapped over the mandril, 
and temporarily fastened with friction tape. The mandril is then 
spread (in section) by hammering the ends or by otherwise pressing 
them in, until they assume the position shown at A in fig. 136. 
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The dimensions required for the tube, will determine the 
distance to draw out the mandril before rolling the insulating 
material upon it. The tube with the mandril inside is now placed 
in the baking mould, as shown in fig. 137. As will be seen, the 
mould is so designed that the tube may be formed to exact 
dimensions. Any undue pressure exerted, will bring the caps 
against shoulders, and thus prevent the tube being compressed to 
less than the desired dimensions. 

The pressure is applied by means of wrought-iron straps, of the 
type shown in fig. 138. Three or four such straps are clamped 
outside of the baking mould, and the jig is then placed over a gas 



Fig. 143. —Transformer for test¬ 
ing for Faults in the Wind¬ 
ings of Armatures of such 
small size as to be readily 
lifted about by one man. 



Fig. 144.— -Transformer for testing for Faults 
in the windings of Stator Armatures. 
(Note the difference in the diameter of 
upper and lower surfaces. This enables 
the transformer to be used for armatures 
of two very different internal diameters.) 


heater, the screws being tightened from time to time as the baking 
progresses. An application of heat for some twenty minutes 
generally suffices, and after the whole jig has been cooled by cold 
air blown against it for some ten minutes, the mandril should 
be slightly loosened. The strap-screws may now be slacked off, 
and the tube and mandril removed from the jig. The mandril 
having been previously loosened while quite warm, will now 
come out quite easily, especially if vaseline or oil has been 
applied to all parts of the mould and mandril before assembling 
them. 

With two moulds of the type illustrated, one man can average 
at least six to eight tubes in an hour’s time. The tube may be 
cut to the exact length required, and finally the ends should be 

17 
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after clipping. The covers of all the tanks may be closed by a 
quarter turn of the crank at the end of the frame. 

Testing Appliances. —Familiar testing appliances are illustrated 
in figs. 141 to 145. It is important to test the windings as 
frequently as possible during the various stages of manu¬ 
facture. 



CHAPTER XXII 

SPECIFICATIONS FOR INSULATION 

It is difficult to devise suitable tests for ensuring that i 
insulation employed in a given piece of apparatus is sufficient 
withstand the strains to which the apparatus will he subjected 
actual service. The strains in service may be due to “ overheatb 
dirt, moisture, chemical exposure, mechanical injury, or wear d 
to vibration, and sometimes to lightning or over-potential stres 
This is pointed out by P. H: Thomas in a paper entitled “ T 
Testing of Electrical Apparatus for Dielectric Strength ” (A 
Inst, of Elec. Engrs ., July 1, 1903). Mr Thomas continues : 

“ Thus the voltage time test, which is usually applied to electri< 
apparatus, by no means reproduces all the conditions of actx 
service. On the other hand, it is, of course, true that apparat 
which will stand a high disruptive test will usually stand betl 
in service, so that such a test is of value.” 

Tests with alternating currents are more severe on insulati: 
materials than continuous-current tests of equivalent maxim x; 
potential, because of the additional heat produced by dielect] 
hysteresis. 1 Insulations are weakened by high temperatures a: 

1 This is a disputed point. But Skinner’s tests, the results of which i 
plotted in fig. 29, indicate a considerable difference in the dielectric 1 
measured at different frequencies. 

“ While the laws of magnetic hysteresis are fairly well understood and 1 
magnitude of the effect known, the phenomenon of dielectric hysteresis is si 
almost entirely unknown. 

“ It is quite probable that the loss of power in the dielectric in an alternate 
electrostatic field consists of two distinctly different components, of which 1 
one is directly proportional to the frequency, analogous to the magne 
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continued applications of high potentials, so that it is customary 
to stipulate the length of time during which the break-down 
potential shall be applied. One minute is the time generally 
specified. In some cases, specifications call for tests of half-hour 
and more duration of application of the high potential voltage. 
Nowadays such long tests are generally considered undesirable, 
since they may lead to needless injury to the apparatus. Quite 
satisfactory results may be ensured with suitably drawn specifica¬ 
tions, and a shorter time of application of the test. It is customary 
to apply for one minute, a break-down test of from two to five times 
the voltage of the machine or apparatus. 

Mr P. H. Thomas’s paper above referred to, enumerated, as 
follows, the objections to “ over-potential ” tests on completed 
apparatus:— 

“ 1. A disruptive test fails partially of its object in testing the 
fitness of the apparatus for actual service, because the conditions 
of the test do not approximate closely the conditions of the service, 
either normal or emergency conditions. 

“ 2. Serious injury may be done to the insulation of the apparatus 
by the test, even under apparently favourable conditions, so that 
failure is more likely to result in subsequent actual service. 

“ 3. In making tests on finished apparatus, it is impossible to test 
each portion of the insulation separately; and since many types 
and forms of insulation go to make up the resultant insulation of 
the apparatus, it follows that only that part which is weakest 
with regard to the particular conditions existing at the time of the 
test, will be tested. 

“ 4. In general, electrical apparatus is never in a condition so 
poorly adapted to stand dielectric strains as when first installed. 

“ 5, Insulation tests require special testing apparatus, and expert 
and experienced direction, which are very often not available, and 
without which great risk is run in attempting such tests.” 

In further considering paragraph (1), Mr Thomas points out that 
the potential strains upon dielectrics cause effects of two kinds:— 

hysteresis, and that a constant loss of energy per cycle, independent of the 
frequency, analogous to the loss of power by eddy currents in the iron, and also 
loss of energy per cycle proportional to the frequency.”—Steinmetz, The Theory 
and Calculation of Alternating Current Phenomena, 2nd edition, p. 145. 
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“(a) A constant tendency to pimeturo the dielectric, which is 
due to the presence of the potential, .and depends on the physical 
dimensions and nature of the dielectric, and which probably 
remains constant as long as conditions are unchanged, t ih 
physical or chemical state. This strain is almost mechanical in 

its nature. 

“(b) A tendency to heat or produce chemical chaise in Use 
dielectric, largely the former. This is also due to the presence of 
voltage, and is very much more marked with alternating current 
than with continuous current. I hough comparatively small in 
actual amount, this generation of heat is a dangerous thing, as 
it occurs within the body of the insulating material, which is 
usually a poor conductor of heat. 

“ Low-tension apparatus may he safely subjected to <f over- 
potential” tests, provided care is taken, prior to tin? teste, to bring 
the insulation into good condition. 

“ But in high-tension apparatus much more serious comiitioiiH 
arise. A strain of double potential continued for any length 
of time, will, through the temperature rim* ocraHiotmd by the 
energy losses in the insulating materials, strain the insulation 
far beyond any condition it will be called upon to undergo in 
actual service. 

“In testing finished apparatus, it is manifestly impracticable to 
subdivide the windings into more than a very limited number of 
parts, ie., in case of the transformer, into more limn generiilly 
four parts. When such a portion is subjected to disruptive Umt, n 
break-down may evidently occur in n number of ways, ir, between 
portions insulated only by air distances; over 11 mtrfuee of init¬ 
iating material, which may lx> marble on toriniiiiil block, fibroin* 
material, or possibly the surface of oil in an oil-iiiHitlaiod pirn* of 
apparatus. Furthermore, break-down may occur through solid 
material, which in some places will bo well votstilaUtd, and in 
other places will not be well ventilated. Sometimes, portions of 
this material which in the disruptive tent receives full igr;»m, may, 
when running in commercial service, be ho located m pne tirallv 
to receive a very much less strain. Bitch a point, for in4anrc f 
would be the neutral point of a throe-plunm slar-wound gmiemfot, 
It is thus clear that if the severity of a lest (m it iininf iiee*v?emly 
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be) is determined by the strength of the insulation of the weakest 
spot of these various types and qualities of insulation, the other 
parts will receive an insufficient test. It may occur that a portion 
of the insulation less likely to give trouble in subsequent service, 
will be this weakest portion, and will determine the whole test, 
leaving the condition of the other more vital portions of the 
insulation, insufficiently tested. 

“ In tests made by persons inexperienced in such matters, there 
is grave danger of injury to apparatus, which would not result 
when tests are properly made. Such difficulty may arise by the 
use of testing apparatus having too high an inductive factor or 
field reaction, so that current to the apparatus may either raise 
the voltage beyond the usual ratio, or so deform the e.m.f. wave as 
to cause an excessive strain; or by making tests when insulation 
is not in good condition; or, in preliminary trials, in allowing tests 
to be on too long, though perhaps at a slightly lower voltage than 
the voltage of final test; or by improperly determining the 
temperature of the transformer; or in a number of other ways, 
unnecessary to enumerate. Difficulty from this source is of by 
no means rare occurrence, and it is very difficult to avoid in large, 
high-tension apparatus.” 

The Standardisation Committee of the American Institute of 
Electrical Engineers has drawn up the following recommendations 
for specifications relating to insulation tests: 1 — 

“ Insulation. —The ohmic resistance of the insulation is of 
secondary importance only, as compared with the dielectric 
(disruptive) strength, or resistance to rupture by high voltage. 

“ Since the ohmic resistance of the insulation can be very 
greatly increased by baking, but the dielectric strength is liable 
to be weakened thereby, it is preferable to specify a high 
dielectric strength rather than a high insulation resistance. 
The high-voltage test for dielectric strength should always be 
applied. 

“ Insulation Resistance. —Insulation resistance tests should, 
if possible, be made at the pressure for which the apparatus is 
designed. 

1 Proc. Am. Inst. Elec. Engrs., vol. xix.,—Report of the Committee on 
Standardisation, p. 1084. 
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“ The insulation, resistance of the complete) apparatus must he 
such that the rated voltage of the apparatus will not Bend mure 

than rm UiV6 of the ful1 load curront ’ at thw rated U ; rmhlaI 
voltage, through the insulation. Where the value found in this 

way exceeds 1 megohm, 1 megohm is sufficient. 

“ Dielectric Strength.—The dielectric strength, or resistance 
to rupture, should be determined by a continued application of an 
alternating e.m.f. for one minute. The source of alternating e.mX 
should be a transformer of such size that the charging current of 
the apparatus, as a condenser, does not exceed 2o per cent, of t he 
rated output of the transformer. 

“ In alternating-current apparatus, the test should he made at 
the frequency for which the apparatus is designed, 

“The high-voltage tests should not he applied when tint insulation 
is low, owing to dirt or moisture, and should he applied hefore the 
machine is put into commercial service. 

“ The high-potential test should he made at the teniperatuie 
assumed under normal operation. 

cc It should be pointed out that tent at high voltages, to ilet,eriniiie 
whether specifications are fulfilled, are admissible on new ixttudiimm 
only. 

“ The test for dielectric strength should ho made with tin* conn 
pletely assembled apparatus, and riot will* its individual parts, mill 
the voltage should be applied as follows; 

“ 1. Between electric circuits and surrounding conducting 
material, and 

“ 2. Between adjacent electric circuits, where such exist, m in 
transformers. 

“The tests should be made with a sine wavu e.mX, or, when* 
this is not available, at a voltage giving the witni? striking 
distance between needle-points in air as a wave of the 
specified e.m.f., except where expressly specified otherwise 
As needles, new sewing-needles should he tmml ft is iwtitn* 
mended to shunt the apparatus during flic test by n spark 
gap of needle-points set for a voltage exceeding tiff* required 
voltage by 10 per cent. 

“A table of approximate sparking distances in given tit 

end of this report. 
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“ The following voltages are recommended for apparatus, not 
including transmission lines or switchboards:— 


Rated Terminal Voltage. 


Not exceeding 400 volts 

35 J3 . . • 

400 and over, lout less than 800 volts 


400 

33 

„ 800 

800 

33 

„ 1,200 

1,200 

33 

2,500 

2,500 

33 

„ 10,000 

10,000 

33 

„ 20,000 

20,000 

33 



Rated Output. 

Testing Voltage. 

Under 10 kw. . 

1,000 volts. 

10 kw. and over 

1,500 „ 

Under 10 kw. 

1,5C0 „ 

10 kw. and over 

2,000 „ 

Any . 

3,500 „ 

Any . . . 

5,000 „ 

Any . 

Double the 
j normal rated 
voltage. 

Any . 

10,000 volts 

above normal 
rated voltages. 

Any . 

50 per cent. 


above normal 
rated voltages. 


“ Except that transformers of 5000 volts or less, directly feeding 
consumption circuits, should be tested at 10,000 volts. 

cc Synchronous motor fields, and fields of converters started from 
the alternating current side, 5000 volts. Alternator field circuits 
should be tested under a break-down test voltage corresponding 
to the rated voltage of the exciter, and referred to an output 
equal to the output of the alternator, i.e. the exciter should be 
rated for this test, as having an output equal to that of the 
machine it excites. 

“ Condensers should be tested at twice their rated voltage, and at 
their rated frequency. 

“ The values in the table above, are effective values or square 
roots of mean square (R.M.S.), reduced to a sine wave of e.m.f. 

<£ In testing insulation between different electric circuits, as 
between primary and secondary of transformers, the testing 
voltage must be chosen corresponding to the high-voltage circuit. 

“ In transformers of 20,000 volts upwards, it should be sufficient 
to test the transformer by operating it at 50 per cent, above its 
rated voltage; if necessary, with sufficiently higher frequency to 
induce this voltage. 

“ The test of the insulation of a transformer, if no testing trans¬ 
former is available, may be made by connecting one terminal of 
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the high-voltage winding, to the core and low-voltage winding, and 
then repeating the test with the other terminal of the high-voltage 
winding so connected. 

“ High-voltage tests on transformers or other apparatus,should he 
based upon the voltages between the conductors of t he circuit to 
which they are connected. 

“ When machines or apparatus are to bo operated in scries, so m 
to employ the sum of their separate e.m.f/s, the voltage should he 
referred to this sum, except where the frames of the machines are 
separately insulated both from ground and from each other. 

“ The insulation between machines, and between each machine 
and ground, should be tested, the former referred to the voltage of 
one machine, and the latter to the total voltage of the series/* 

Table XLV. —Sparking Distances in Aik between ( hmoBKn Hit am* 
Needle-points, for various effective Sinusoidal Voltauem. in 

INCHES AND IN CENTIMETRES. 1 


Kilovolts, Square Root of 
Mean Square. 
R.M.S. 


Difttanfr. 


Inches. 


cm** 


5 

10 

15 

20 

25 

30 

35 

40 

45 

50 

60 

70 

80 

90 

100 

110 

120 

180 

140 

150 


0 * 2*25 
0*47 
0725 
1*0 
1*8 
1*625 
2*0 
2*45 
2'95 
3*5f» 
4*65 
5*85 
7U 
8*35 
fee 
10*75 
11 *85 
12*115 
18-95 
15*0 


O’ft# 

t'Hi 

i Hi 

IV ! 

4*1 

5*1 

0*2 

7 *5 

f» 'fi 

ir* 

1411 

I***'* 

»*l 2 
24*4 

2711 

mi I 
tnm 
m* i 

88*1 


The recommendations of the VeAmnd Ikuirnktr fflr.ktrutrrh,iikrr 
regarding the insulation of electrical machinery, nr« m follmr : 


1 Issued by the American Institute of Electrical ffogtriwro. 
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Insulation .—Measurements of the ohmic insulation resistance 
will not be prescribed. Tests of the disruptive strength shall be 
made at the factory, and in the case of large machines, again at the 
place of erection before putting the machine in service. Machines 
and transformers must be able to withstand for half-an-hour, the 
application of a voltage a specified amount in excess of their 
normal rated voltage. The magnitude of this testing voltage is 
specified in the following paragraph. The test is to be made on 
the machine when hot, and is only in exceptional cases to be re¬ 
peated on a later occasion, in order that the danger of subsequent 
injury to the machine may be avoided. 

Machines and transformers up to 5000 volts, shall be tested with 
double their normal voltage. Machines and transformers for from 
5000 volts to 10,000 volts shall be tested with 5000 volts higher 
than their normal voltage. For machines for 10,000 volts and 
more, the testing voltage shall be 50 per cent, in excess of their 
normal voltage. 

These testing voltages are to be applied across the insulation 
between windings and frame, and between electrically independent 
windings. When, in the latter case, the windings are for different 
voltages, the testing voltage is derived by the preceding clause 
from the winding of the highest voltage as a basis. 

When machines or transformers are connected in series, then, 
in addition to the tests above prescribed, the connected system is 
to be tested against earth, with a testing voltage derived from 
that of the entire system as a basis. 

These regulations for the testing voltage apply only in cases 
where the tests are made with current of the same kind as is 
employed in the windings when in service. When a winding, 
which in service carries continuous current, is tested with 
alternating current, then the testing voltage shall be taken 
at 0*7 times the above prescribed value. Conversely, if an alter¬ 
nating-current winding is tested with continuous current, the 
testing voltage must be 1*4 times higher than that above 
prescribed. 

If, in service, a winding is conductively connected to the frame, 
this connection is to be removed for the insulation test. The 
testing voltage from such a winding to frame is to be derived from 
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the highest voltage which, in service, would exist between an y 
point of this winding and the frame. 

Separately excited field windings shall bo tested with three 
times the exciting voltage. 

The secondary windings of asynchronous motors arc to bo tented 
with double the starting voltage. Holers with Hliort-circuited 
windings need not be tested. 


Mr H. F. PimhaUs EwjijeMkmnJur Testing Hpreiflea thus. 

In the first number (p. 4)of vol i. of Tntditm ami Tmmmimlm, 
Mr Parshall, in an article entitled 41 Standardisation of Electrical 
Apparatus/' described good practice in the matter of specifying 
insulation to be as follows 

simulation .—The workmanship and medianinil handling of 
insulating material is such an important clement in determining 
the final result, that an exact specification as to the kind of 
insulation or the thickness thereof may not ensure curtain 
results. 

“ In the case of the magnets for all classes of Machinery mi 
account of induction discharges to which field magnets may he 
subjected, it is usual to use a greater thickness of insulation than 
in the case of armatures. Up to 500 volts it may be taken m 
standard practice to insulate both the field and the armature of 
stationary motors, and of machines not subject to extra hard 
usage, for double the working voltage. 

44 Tor street car motors and machines subject to like working 
conditions, it is usual to insulate the field and armature to 
withstand in the manufacturer's works five times the working 
voltage. 

44 In the case of extra high-voltage generators, ui. from 3000 
volts upwards, and transformers, the usual practical test m 
double the working voltage, or, at the works of the itiiikurtt, 
from three to five times, as may lie stipulated. The thickuoft* 
of the insulation on the magnet (mils, usually varies from im 
to -fy in., according to the size of the machine and voltage for 
excitation. 

“ armatures, an approximate rale is that the insulation for a 
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500-volt armature be approximately *05 in. in thickness, increasing 
approximately as the square root of voltage. 

500-volt armatures . . *05 insulation. 

1,000 „ „ . *071 „ 

2,000 „ „ . . . *1 

4,000 „ „ *142 „ 

10,000 „ „ . *225 „ 

“ The value of insulating should be determined from the punctur¬ 
ing voltage, and not from the insulation resistance. Insulation 
tests should be made with the machines clean and dry, with a sine 
E.M.F. curve, and at the normal working temperature. The dura¬ 
tion of tests should be defined, and, in the ordinary case, should not 
exceed five seconds, since insulation subject to extra high pressure, 
deteriorates with the length of time it is subjected to such 
pressure. 

“ In the case of transformers, the thickness of insulation stipulated 
above, will ordinarily be found to be satisfactory, and the method 
of tests will apply. The voltage for the test, should have reference 
to the primary or maximum potential between the high-pressure 
coil and the core of the transformer.” 


Mr P. IT. Thomas’ Suggestions for Testing Specifications. 

“ No complete recommendations are here made for specifications 
for testing apparatus for dielectric strength, but a few suggestions 
will be offered on topics in which there is probably a considerable 
diversity of opinion. 

“(a) In high-tension apparatus, e.g. 20,000 volts and above, only 
moderate short time over voltage tests should be specified in 
contracts. 

“ (b) Such tests should be made once for all when the apparatus is 
known to be in a good condition, preferably at the factory, by 
experts, to give assurance that the specification has been met. 
Such tests should not be made a second time. 

“ (c) After installation, a considerably lesser test should be made 
upon the apparatus, which will detect any serious injury in trans¬ 
portation and installation. Any moderate deterioration, due to 
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absorption of moisture, etc., will right itself with service, provided 
no abnormal deterioration has occurred. 

“ (d) It is preferable to make high-potential tots by increasing 
the voltage upon the apparatus as it is designed to operate, one 
terminal at a time remaining grounded, rather than making a high 
break-down test by voltage from an external source, 

“(e) On tests of very high-tension apparatus, Hindi as generators 
and transformers, 1 no break-doum yap should hr owl in run ntrfiun 
with the determination of voltage. Any error in the voltage, of test, 
provided precautions as to the proper size of testing apparaf m are 
used, will be comparatively unimportant. In some vmm tin* volt* 
age of the testing device may be determined by means of a spark 
gap before the apparatus to be tested is connected to the circuit. 

“ It must 1)6 borne in mind that in the above disniHBiim the 
objections to over-potential tests and the dangers to apparatus 
involved only have been considered, and that it is not recommended 
that disruptive tests ho abolished. Such tests nniy be, and 
regularly are, made suecesHfully, and am very desirable if.# ensure 
good insulation in electrical apparatus, and to determine the fulfil* 
ment of specifications. The point if is dumrisd t*» *mt plfiinto is, 
that great care should bo taken to avoid injury t*» apparatus, and 
that excessively severe tests, especially long time tots nt high 
potential, should he avoided.” 

Mr Thomas also scats forth the following precaution* in 1«? 
observed in testing apparatus 

“The most important precaution* to he obmsrvcd in making *Uh- 
ruptive tests are here summatwul 
iC (a) Insulation of all apparatus to lie toted hIkmiM he definitely 
known to be thoroughly dry. 

“(b) All insulation surfaces and the apparatus in general nUmtUi 
be clean, and free from all kinds of foreign matter, 

“0) The measurement of the insulation rods! mice will wiiiicliiiic.n 
give an idea of the fitness of the immlat bn for test. Tliin one 
dition will usually bo determined, not by the absolut** value tjf 
the insulation resistance, hut by a curve of the variation of in. 
sulation resistance as the apparatus is lining dried mil Wlirtn it 
has been increasing for a period, and finally bcciiiucM nimbly with 
1 Thin u iiu|M>rtant. 
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steady temperature, the drying operation is probably fairly com¬ 
plete. However, where air or oil spaces are included in the bulk 
of the insulating parts, these spaces may determine the insulation 
resistance, so that no indication is given of the condition of the 
actual solid material. 

“ (cl) Before applying disruptive test, it should be definitely 
determined that the temperature of no part of the apparatus to 
be tested is above that at which the test is to be made, remember¬ 
ing that tests of apparatus when hot, especially when very hot, 
are extremely severe. 

“(e) Electrical apparatus of large capacity, which necessarily 
contains considerable masses of iron and copper, lags behind the 
atmosphere in temperature changes; consequently, when the 
atmosphere is damp and warmer than the apparatus, there is a 
tendency for the latter to ‘ sweat/ or condense moisture upon its 
surface. This moisture will at least partially be absorbed by 
the insulation material, and render the apparatus unfit for test; 
consequently it is important in unpacking to open the packing- 
case only when the air is cooler than the apparatus. In the case 
of oil-insulated apparatus, the insulation should be protected from 
moisture when once dried out, until immersed, ready for service. 

“ (f) The determination of the high-tension voltage actually 
reached during the test is sometimes a difficult matter. The 
things to be avoided chiefly are the distortion of wave form, or 
the change in ratio of transforming apparatus, or excessive drop 
due to the use of apparatus for applying the testing voltage, 
which is of insufficient size to supply the charging energy required 
by the apparatus to be tested. This subject deserves a full con¬ 
sideration, but has been so fully discussed elsewhere that furthei 
space will not be given here. 

“ (y) In applying the potential of test to apparatus, the voltage 
should not be raised in the testing set to full value and then 
applied to the apparatus, but, after connection, should be increased 
rapidly by small steps, or continuously from a voltage not over 
one-half the final. Also the voltage should be raised so quickly 
that the time during which the last 10 per cent, or 20 per cent, 
of the voltage is being applied will be short, as compared with the 
duration of the full potential test. 






272 


THE INSULATION OF ELECTRIC MACHINES 


“ (h) To prevent local concentration of potmtial which results from 
any spark or break-down occurring near the apparatus to be tested 
when the latter contains coils; choke coils, static interrupters, or 
resistance in series with the terminal of the apparatus to be tested 
may be used. The result essential to the avoidance of this local 
strain is the prevention of the strain caused by the above- 
mentioned break-down from being transmitted without being 
smoothed out to the windings under test. 

“ Evidently, a choke coil in the lead of the apparatus will allow 
a change of potential to pass through it only slowly; and if this coil 
be made to have several times the choking effect of the smallest 
portion of the winding to be protected (next the terminal), which 
is considered to be able to stand the voltage of the test momentarily, 
the necessary protection will be obtained. It would seem that a 
resistance in the place of the choke coil would serve the same 
purpose, and, in a measure, undoubtedly will. However, since 
the resistance does not absorb voltage until after a considerable 
current strength has been attained, it is not as well adapted to 
protect from sudden changes of potential as the choke coil. The 
static interrupter being merely a choke coil whose power is 
increased by the use of the condenser, will act in the same 
manner as the choke coil described above. Usually, however, 
except where static interrupters are provided for other purposes, 
the choke coil will be found more convenient/ 5 
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APPENDIX 


Some valuable investigations on insulating tuatrriaL ha v** bom} 

■carried out "by J)r Glazobrook at the. National I*liyLaboratory. Tit*’ 
report has so recently appeared that it has Wit impossible to inr|t!*I«* tin* 
results in the body of this treatise. Through the emir? v*y of the Kufd?P***r 
ing Standards Committee, the authors are able to present th** ii^ulN hi 
this Appendix. 

The investigation was carried out hy l>r ivluzrhrmik at tip* nf 

the Electrical Plant Committee of the Engineering Standard* ( 
and the experiments were, superintended hy a Kub i‘oiuinDfeo of flmf 
body, with a view to assist in determining the fimiperiilitfr limit* mu 
sistent with safe working of motors, dynamos and dee tried nimdujirn 
The investigation will he best ttndcmfooil hy quoting from the fhp**r£ 

‘‘The safe temperature will (dearly depend mu i| f r #d* f rtrr:il and 
mechanical properties of the materials, espi'fi'jilly tli«* u **«■*<! 

in constructing the coils. Accordingly, a large m*timi »»f inaalififiy 
materials were obtained and heated hit* fitrei* munllm to friiijiera 

tures of from 75° 0. to IQO 8 C., 100'' i \ I >2Ti c\ t m»d |*jfT f \ u 
150° C. in electric ovens. These? wen* t**#t*d for n*d f il,an* e, #dt»ri?j s 
strength as measured hy the volts wftiir«d *,» ifina, iiti^deiiNenI 

strength as measured hy resistance to .dinar pn«hif*d hi i* mtrMh 
made punch—and capacity to resist bending, 71 m La! w»« t#i 

bending the specimen round a mrkn of *’yiin'l<*r» of gradually *!«■« 
diameters, and noting the diameter of th« (cylinder m win* h Him ^r U mn 
broke. 

“Table XLVI. shows some of the neat!is. 

“ In the Table¬ 
ts indicates that this specimen had not lw*»*it 

^ » v n lii»ri|j«l |f» ;iI n*iiI IIP I 

c ♦> o o m Pm" i: 

^ »» o 9» " „ „ J&V P 

“Speaking generally, the properim ifttftfefw hy ln-iimg t ,, jf,\ ^ 

•jbu 
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not seriously deteriorate by further heating to 100*—in «oino vntm they 
actually improve—but showed a marked falling oil on heating to !**«> , 

“The smallest cylinder used had a diameter of 1-6 mm., and an entry 
like T6 mm., 10 in the last two columns indicates that the specimen 
was bent ten times without breaking round this cylinder. 

“But in the endeavour to apply these results, another difficulty 
occurred. The temperature of the coils used to he taken by umnm 
of a thermometer placed against them. This method in even iiowaduyn 
often employed. The more modern practice, is, however, to determine it 
from the resistance of the copper. But this gives the average tempera¬ 
ture of the coil, and the breaking down is probably determined by the 
maximum temperature. Very little wan known about the difttrihutinn 
of temperature in the coil heyond that contained in a valuable paper hy 
Mr Brown. 1 

“ Some eight or ten makers gave their help, and wound a number «tf 
field-coils of their ordinary pattern, but containing thermo-juuctions * 
iron-eureka wire standardised at the Laboratory. 1 lit* distribution r#f 
temperature in these coils was tested in the first place at the laboratory 
by running the proper current through the* coils and observing the 
temperatures as given hy the twelve or fifteen tlierino-jiiiictiruiH. The 
resistance of the coil was also measured, and thus data were 1 obtained far 
finding the mean temperature and the distribution of trutfwmLure. 

“When this was done the coil was returned to tin* i inker's work*, 
and the same observations made there during a teat run of the machine. 

“The experiments are still in progress, but tigs. 146, 146a, 14Cm gin* 
the result for one coil. 

“ The diagram explains itself. Thus, when the coil win at tli#* 
Laboratory carrying a current of 8*1 amperes, the nmm temperature wan 
113° C. and the maximum 186° a difference of 2.T whilit when 
used on a 500 K.W. machine, and carrying the mum mtrmil, iftet 
temperature was 82° C. and the maximum almufc 1 0T U, 

“ The difference in these figures is due to the* fnmdiig action of tine 
armature. 

“ I think the value of a series of experiment# of this kind on eight or 
ten different types of machine, will he obvious to anyone into rented in 
electric machinery, while cordial thanks are tin# to thnw muitufarturars 
who have helped in the investigation. These ei|i«.friini‘iitn have t«€fi 
carried out by Mr Bayner/ 

1 “The Rise of Temperature in the Field Coll* of bytmmm*' Jtmr. IaM , KUf, 
Engrs., vol. xxx. p. 1159. 





TABLE XLVI, 











284 


THE INSULATION OF ELECT RIO MACHINES 




O' if r*z>£ 

32.33 


INDEX 

figures throughout refer solely to the pages of the book, not to the 
numbers assigned the different illustrations or tables. 


and Discharge Pheno- 
eflects of, on Insulating 
il, 65 

as to Insulating sub- 
, 133 notes, 146 note 
ition and uses of, ad van- 
aimed for, 114 
results of tests of, 118 
Strength of, (Ayrton), 6 
tur’s test results, tables, 
Sfceinmetz’s tests of, and 
r things, table, 82, his 
.so an of that of Air with 
Oil, 151, Walter’s own, 
ipa-rative, tests of, tables, 
tv tests, 33 

mandating Materials, ir- 
ties caused by, (Symons), 

ucesiri . . . (Am. Inst, 
rigrs.), table, 266 
lct-i ve capacity of, 
sn*« experiment on, 24-5 
Variter’s tests of Mica, 

mfc in Tests of Dis- 
Htrength of Insulating 

8, 6-7 note 

;d for special care in 
iK» 198 

,iiiK material for Bush- 

105 

iriied for, 106 
wfcs of, 107 

nd Applications of, 
10-11 

(achining, 110 
r 106 
• of, 106 

of, 

109, m 

8 

111 


American Institute of Electrical Engin¬ 
eers’ Standardisation Committee, 
recommendations of, as to In¬ 
sulation Tests, 263-6 

Andrews’ Apparatus for Testing Dis¬ 
ruptive Strength of Insulating 
Materials immersed in Oil, fig., 
96, results,^., 97, table (mica), 
101 

Tests of the effect of Oil on Mica, 98, 
100-2, table, 101 

Amialac Putty, as a heat-dissipator, 
150 

Varnish, 134, composition of, and 
advantages claimed for, 135, 
methods of applying, 136-7, 
some drawbacks of, 138, used 
to coat Armature core-plates, 
233 

Armature Coils: 

Dipping Tanks for, 258, figs., 253, 

254 

Cores : 

Insulation of, 

“ Armalac ” for coating, 238 
thickness of, in relation to Tem¬ 
perature tests, 9 
varnishing of, fig ., 251 

Punchings, Insulating, 230 et seq . 

Slots, (see also Slots), The Insulating 
in, of Groups of Conductors, 192 
et seq. 

Insulation Specification for 600-Volt 
Tramway Motor do., 195-7 

Parshall’s rule for thickness of In¬ 
sulation of, 11 <5 table 

Space Factor in, 201, tables, 202, 
208 

Windings, various arrangements of 
equivalent, figs., 201, 204, 205, 

' tables, 202, 203 

Armatures, Electrolytic action in new, 
4-5 note 
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Asbestos and cotton for covering wires, 
218 

and silicate of Soda for insulating an 
Armature conductor, (Fessen¬ 
den), 199 

Asbestos Paper, and all other forms of 
Paper, see Paper 

Asphalt, as a base for Core Plate "Varnish, 
231 

for insulating Cable conduits, 119 

Asphalt and Coal Tar base compounds, 
water-repellent character of, 
226 

Averages, to be given as results of Tests, 
13 

Ayrton, Prof., on comparative Dielectric 
Strength, 5-6 note 


Batiste, and all other forms of Cloth 
and similar fabrics, see Cloth 
Baur’s analysis of Gray’s tests on Dis¬ 
ruptive Strength of Mica, table, 

53 ; do. of Weicker’s tests on 
the same, of Paraffin, 53, fig., 

54 

comparison of results for Hard Porce¬ 
lain, etc., tables , 64-6 
Law for “electrical breaking strength,” 
41, 49-51, tables, 50, 51 
Benzol as a solvent for impregnating 
materials, 142 

“ Berrite,” an impregnating gum, proper¬ 
ties of, 141, Disruptive Strength 
of, fig., 184 
Bibliography: 

Losses in Dielectrics, 277-9 
Practical Commercial Application of 
Insulating materials, 273-7 
Binding materials for Conductors in 
Groups, and other purposes, list 
of suitable, 195, how used, 
196-8, with figs. 

Bitumen, Disruptive Strength o , 118 
Borate of Manganese as a Drier, 145 
Borated Oil, 3 note, 145 
British Westinghouse Works, M reunite 
Tools and Accessories at, 252-3, 
(see Plates) 

Vacuum Drying Oven at, 240, fig., 
244 

Brush discharge and Surface Leakage, 
influence of, on Insulating 
I materials, 64 

Bubbles in Insulating materials, of Feet 
of, (O’Gorman), 25-7, (Walter), 

1 91-2 

Bushings, etc., Insulating materials for, 
104 et seq. 

Cable conduits, Asphalt as an Insulating 
material for, 119 

Carbon bisulphide as a solvent for im¬ 
pregnating materials, 142 


Celluloid, Insulating Properties of, 188 

et seq. 

Clear, tests of, table, 189 
Coloured, tests of, table, 190 
Cost of, in sheets of varying thick 
ness, 191 

Disruptive Strength of, 188, 1811 
Ignition of, whim partly com pressed, 
efFect of, 1111 
Specific gravity of, 191 
Compositions, for coating Win**, 142 
Lacquer, For coating Land nut iom, 282 
Cellulose as an Insulator, how affected 
by temperature, (Thomson}. 
36-8 

Charge and Ifisrharge Phenomena, 

Abrupt tiih 

Chimney type of Drying Ovwi, see Of mm 
Chlorine, defects rallied by presence of, 
in Insulating Cloths, test for, 
170-HO 

Cloths and Fabrics, Impregnated, 170 
et seq. 

Chlorine in, defects cmifftwl by, test 
for, 179 m 

Disruptive Strength of, effect on, of 
Temperature, lffff-4* see figs, 
ami tables, 179 et %eq. 

Essentials to he sought in, 17$ n*4e, 

179 

How treated with Insulating Var* 
nishes, 18 ( 1-2 

Smoothness of »nrfkee, imprirtaii&o of, 

n, m t 

Varieties of, thfthest, enumerated, 17*, 
with their Uimtptim Strength, 
and Insulation '{W* 

Batiste, 178 

Berrite Fahrie, 1»4 4s fig., 187 
Bleached Cotton Dlwtfi, table, 18? 
Bright Yellow Oiled Cloth, 187 * 

Calico impregnated with India 
rubW, (liatir). Ml#, M* 
Cambric, 178 

V&riilnlitd, 181 4* fig ., (able* 

186 

Canvas. 

Oiled, fiq %,, H, I 

Cotton Did!, fable, tm) 

Bleached do,, ih, ?4 
Cotton Ihiek, table, {Htt 
Oliinie Inflation »4, n itb* fr*l 
by Moi ifnre and 1*?ii|«er4|fir»% 
M, 29 

Empire, nature of, Di lMi t lit 
n<*fe, Dmnpin* S?r*-ngfh of 
fig.* 8, do, in rO*ts»ft fo tbrl 
in**** )n #t‘ &*fe t 11, and in 

other relations, fhi% t Hip 

179 nn t (ium 4t tabu, u; t 
Linen, 

Oiled, figs ,, 8, oi, 1 * I 
Isumdale, 178 
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Cloths and Fabrics, Varieties of, ( con¬ 
tinued )— 

Micanite, table, 86 
Muslin, 178 

Oiled, (see Canvas and Linen), 
Temperature tests of, (Glaze- 
brook’s), table, 284 
Sailcloth, table, 185 

Coal Tar Pitch, (see Asphalt and Coal 

. Tar), Disruptive Strength of, 118 
Coils, see Armature Coils 
Collodion Varnishes, 142, 232 
Commutator Insulation, 124 et seq., 
effects of Oil on, 126, 155 

Segment Insulation, Mica for, 124,126 
Micanite blanks for, 253 
Compagnie de l’lndustrie ^lectrique et 
Mecanique, investigations of, on 
the Disruptive Strength of Air 
on Insulating Materials, with 
differently - shaped Electrodes, 
33, figs., tables 

Tests by, on Disruptive Voltages, 
(Steen), 6-7 notes 

Conductors, arrangement of, in relation 
to the Space factor, 206 

Insulating of Groups of, in Armature 
Slots, 192 et seq. 

of Rectangular cross-section, gain in 
Space factor by using, 203, jigs., 
204, 205, 206, difficulties con¬ 
nected with, 203-5 

Connections for Insulation Testing Set, 
diagram of, 17 

Cooling of Transformers, 223 
Copper and its Oxides in relation to Insu¬ 
lating Varnishes, Cotton and 
other coverings, 134, see also 
133 and 146 note 

Space occupied by, in total Slot area, 
208-9, jig ., 208 

Wires, (see also Magnet Wires), Col¬ 
lodion, etc., for insulating, 142, 
232 

Cords as substitutes for Tapes in Field 
Spool coverings, 218-9 
Core, see Armature, Field Spool, and 
Transformer Core 
Core loss in Transformers, 227 
Core Plate Varnishes, etc., 231-3, tests 
of, 232, fig., 231 

Cotton, as an Insulator, effect on, of 
Temperature, 37, how combated, 
38 

and Asbestos, see Asbestos 
Cotton Spun Yarn as Insulating material, 
69, 70, defects of, 71-3, weight 
added to wire by, 73, tables, ib., 
jig., 72, cost of wires covered 
with, 75, jigs., 74, 75, tables, 
76, 77 

Creasing in Insulating paper and fabric, 
how to avoid drawbacks of, 194, 
194-5 notes 


Crude Lubricating and all other Oils, see 

Oil 

Current, see Alternating and Direct; 
see also references in Tests 


Defective Insulation and its conse¬ 
quences, 1 & notes, 1-3 
Dielectric Hysteresis, scanty knowledge 
concerning, 260 <b note 
of “Lava,” 122 

Loss, variation in, in tests of varying 
frequency, (Skinner), 9 note 

Strains, Temperature rise under, 
(Skinner), jig., 60 

Strength, (see also Disruptive 
Strength), what it is, 5 note 
Comparative, Ayrton on, 5-6 note 
Mon-homogeneity of, influence of, 
O’Gorman on, 25-7 
Test for, recommended by the 
American Institute of Engi¬ 
neers, 264, table, 265 
Dielectric Manufacturing Co., Tests of, 
on the influence of Time dura¬ 
tion in Tests of Insulating 
material, 40, and on “ageing,” 
41 

Tests of the Disruptive Strength of 
Mica, jigs., 99, 100 
of water percentages in Oil, jigs., 154, 
155 

Dielectric Varnish, components of, and 
uses, 139 

Dielectrics, effects on, of Potential 
Strains, (Thomas), 261-3 

Losses in, Bibliography of, 277-9 
Dielectrol, a Paraffin Varnish, 139 
Dipping Tanks for Armature Coils, 258, 
jigs., 253, 254, advantages of, 
246 

Direct Current, (see also Alternating^., 
and Tests), Disruptive action 
of, 6-7 note 

Disruptive Strength, (see under each 
material, see also Dielectric 
Strength), definition of, pro¬ 
posed by Walter, 45 
Thickness in relation to, 17, 18 & 
note, 45 

True measure of the usefulness of 
Insulating materials, (Holit- 
scher), 6 note 

Usually meant by the term “ Insula¬ 
tion,” 5 

of Various Insulating Materials, 
Steinmetz’s investigations into, 
78 et seq., with jigs, and 
tables 

of the same impregnated with various 
Varnishes, table, 143 
Tests of, Steen on, 6-7 notes 
Disruptive Voltage, see Disruptive 
Strength 
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Drying Insulations, (see also Ovens), 
14, 241 et seq., temperature in 
relation to, 244 et seq. 
of Materials before Testing, importance 
of, 14 


Ebonite, Disruptive Strength of, 118 
Sulphur in, 107 
Tensile strength of, 109 
Edge-winding, for Field Spools, 219 
Electric Generators , cited on a method 
of Testing Insulating materials, 
15, table, 16, Jigs, facing 16 
Electric Machinery and Apparatus, 
Practical Commercial Applica¬ 
tion to, of Insulating materials, 
Bibliography of, 273-7 
Defects in, (Farrington), 2-3 note 
“Electrical breaking strength,” Baur’s 
law for, 41, 49-51, tables, 49-51 
Electrical Engineer, The , Tests suggested 
by, for Insulating Paints and 
Varnishes, 147, and cited passim 
Electrical Testing, see Testing 
Electrodes, influence of Shape and 
Size of, on Test results of 
Insulating materials, 13, ds note 
12-13, (Skinner), 31, (Steinmetz) 
<k note 31-2, (O’Gorman) 
Electro-enamel (Varnish), properties 
claimed for, as heat-dissipating 
material, 148-9, directions for 
use, 150, Disruptive Strength of 
materials treated with, fig., 149 
Electrolytic action in new Armatures, 4, 

5 note 

Elektrotechnische Zeitschrift, cited, 
passim 

Enamel as an Insulator, 219 
Energy Losses in Insulating materials, 
Skinner on, 57 et seq., figs ., 62, 
64 

Engineering Standards Committee, Tem¬ 
perature Tests by, of Insulating 
materials, 280 et seq. 

English and European Tests for Trans¬ 
former Insulation, lowness of. 
229 

Equivalent windings, see Armature 
windings 

Erratic action of Insulating materials 
under Tests, (Skinner, and 
O’Gorman), 13 notes 

Evaporation Test for Insulating Oils, 
(Skinner), 165 


Fabbington, C. E., on the alleged bad 
effect of Oil on Mica, 94-7 
on Constancy as the main function of 
Insulating Varnish, 127 note 
on the Defects in Cotton spun yarn 
insulation, 71-3 


Farrington, 0. E. (continued )— 
on the same in Electric machinery and 
Insulation, 2-3 note 
on the importance of Temperature re- 
sistance in Insulating materials, 
38“ 9 

on Linseed in Varnishes, objection** 
urged against, 131 4 note 
Felten and Guilleaume, mefchcal of, for 
Testa of Lie paid and Viscous In* 
sulating materials, 153 
Fessenden, I)r li. A., definition by, of 
Insulating Power, 5 note 
Experiment by, on Insulation, 24 5, 
fig. , 25 

on Defects in Insulating Materia Is, 
2-3 note, 

on Impregnating Varnishes, 142 41 
on a method of Insulating Armattue 
Conductors, 199 “204 
on Oil-insulated Transformers, 228 

on Thickness in relation to Insulation, 

10 note 

Fibre, see Vulcanised Fibre 

Fibrous Insulating Materials, (see aim 

Wood), effect on, of continued 
Heating, 167 

B’ield, M. B,, cm Static Strains in High 
Tension circuits, till S, 

67 

Field Spools, Insulation iff, 215 et 

Gores, insulation of, 213 {et afibf 
nap. xvi,) 

Mummified, 215, fig., 216 
Skeletonised, 218 

Space factors of, 213, figs., 214 and 
plate faring 

Ventilated, 216, fig. % 217 
Winding of, 

Com pound, 219 

Edge, 219 
Shunt, 217-8 

Flanges, etc., Insulating materhils for, 
164 ft seq. 

Flash and Fire testa on Imuilatlng 0 il*» # 

(Skinner), 163-8 

Fleming, Prof., on thin Oils in pmjt&rhtg 
Insulating materials for im« 
mention in thicker, 153 
Frame for holding Samples in Tent?* im 
Disruptive Strength, 13, fig. , 
14 

Franklin, W. H, f definition by, of Iiwtilg 
turn, 6 note 


General Electric Co., u.r.a., Tenting 
Tranaformers made by, tf # 
figs., 18-21 

Germany, Electrical Tai*ti mmufmUtsim 

in, 2S7 

Gilgonite or Uintaito, \mu\ht prmmrif 
4 of, 144, nm of, m (hm llufi* 

Varnish, 231 
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Glass, Annealed, superior as insulator to 
unannealed, 119 note 
Disruptive strength of, with direct 
current,. 7, "Walter’s experi¬ 
ments on, and on Hard Rubber, 
44 

Insulating qualities of, 119 
Glazebrook, Dr E. T., investigations by, 
of Insulating materials under 
special Temperatures, 280-2, 
tables, 283, Jigs., 281 

Grain in Paper and Cloth, how utilised 
in Slot-lining, 194 

Graphite for coating Core Plates, 233 
Gutta-percha, effect on, of various Oils, 
152 


Hall, H. C_, on the large Temperature 
Coefficient of Oils, specially 
Resin, 153-4 

Harden, J., on the effect of Oil on Mica, 
98-9 

Heat, effect of, on Insulating materials, 
57, on Pibrous do., 167, ct%d see 
Jigs., 168, 169, 176 

Heat-dissipating in Field Spools, 
methods employed, 218 

Impregnating Materials, 

Armalac Putty, 150 
Electro-enamel, 148 

High-Voltage Machines, Space Factors 
in the Armature Slots of, 212, 
Kando’s fig. and table, 213 
Slot-linings suitable for, 195 

Holitscher, Herr P., on the best method 
of Testing Insulating Tarnishes, 
146 

on Creasing, and its drawbacks, 194, 
194-5 notes 

on Disruptive Strength of Para Rubber 
Tape, 240, jig-, 239 

on Disruptive Strength, as the true 
measure of usefulness of Insulat¬ 
ing materials. Quote 

on Hohler’s Thermostat for testing 
Samples at various Tempera¬ 
tures, 23-4, fig., 24 

on Tests of Insulating materials, 
essentials in, 12 note 

Tests made by, 

for Disruptive Strength of Presspahn, 
174, table , 173 

on the Hygroscopic properties of 
Insulating materials, 28 note 
on Micanite, 103 & table 

on Tubes of, and their Heating, 
Jig., 98 

Horn Fibre, advantages and uses of, 167, 
192, 193, 198 

Disruptive Strength of, jigs., untreated, 
168, 171, treated, 169, both, 
(combined, diag.'), 176, table, 
172 


Hughes, Prof., investigations of, on Oils 
as Insulators and on relative 
Spark lengths in Air and Oils, 
152 

Humann, HerrP., method and Apparatus 
of, for determining Insulation 
resistances of Liquid and Viscous 
materials, 188-9, figs., 159, 
160 

Hysteresis, Magnetic and Dielectric, 
scanty knowledge as to the 
latter, 260 <fs note 


Ignition, effect of, on partly compressed 
Celluloid, 191 

Impregnated Cloths and Fabrics, 178 
ct seq., for subheads see under 
Cloths 

Impregnating materials, (see also Insulat¬ 
ing Tarnishes, Paints, etc.), 
141, 142 

H eat-dissipating, 

Armalac Putty, 150 
Electro-enamel, 148 

Impregnating Varnishes, Fessenden, on, 
142-6 

India-rubber, (see also G-utta-Percha, 
Hard Rubber, Park Rubber, 
and Rubber), effect of oil on, ' 
152 

Insulated Cable, Disruptive Strength 
of, (Baur), table. 56 

Insulating Armature Panellings and 
Laminations in General, 230 
et seq. 

Compound ,h cbaracteristics of a true, 

6 note, 128-9 note 

of Groups of Conductors in Armature 
Slots, 192 et seq. 

Materials, 

for Bushings, etc., 104 et seq. 

Disruptive Strength of, see that head¬ 
ing 

Immersed in Oil, Andrews’ ap¬ 
paratus for testing, fig ., 36, 
results, fig., 37, table, 101 

Liquid and "Viscous, The Testing of, 
158 et seq. 

Practical Commercial application of, 
Bibliography of, 273-7 

Some Properties of, 28 et seq. 

Testing, Influence of the Method of, 
34 

Tests of, (see Disruptive Strength, 
and Glazebrook), Holitscher on 
essentials in, 12 note; erratic 
results of tests, 13 note 

for Transformers, essentials in, 
224 

Paints and Varnishes, see Paints, and 
Tarnishes 

Power, definition of, (Fessenden), 5 
note 
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Mica ( continued )— 

Dr Walter’s investigations on, 90-4, 
table , 91 

Effects on, of Oil, 93 et seq ., 155 
in tlie Insulation of Commutators, 
124-6 

Moulded, manufacture of, 254 et seq. 
Some Defects in, 92, 93 et seq. 

When suited for Slot-lining, 195 
Mica Insulator Co.’s Works, Micanite 
Tools and accessories at, 252-3, 
see Plates, and Jigs, in text 
Mica Paper, as Binding material, 195 
backed with Japanese do., uses of, 
167 

Mica-Splitting Tools and accessories, 
249-50, see fig. 122 on Plate 3 
facing 250 

Micanite Building, 84, 85, 251 et seq., 
Tools, etc., 250-3, see Plates, 
and jigs, in text 

for Commutator Segment Insulation, 
253-4 

Disruptive Strength of, 85 table, tests 
of, (Holitscher’s), 103 & table 
in Transformer Insulation, 220 
Tubing, difficulties with, 199 
tests on the Heating of, (Holitscher), 
Jig., 98 

unsuitability of, for Slot-lining, 198 
Varieties of, 

Cloth and Paper, 86 & table 
Plates or Sheets, 84-5 
Walter’s observations on, 91-3 
When suitable for Slot-linings, 195 
Mill, for grinding Micanite Commutator 
sections, 252, see Plate 6 
Mineralite, for insulating Bushings, etc., 
118 

Moisture, (see also Drying, and Ovens), 
Influence of, on Wood, Paper, etc., 28 
Need for protecting Insulating Paper 
from, 167 

in Oils, bad effects of, 155, Jig., 154 
easy test for, (Skinner), 166 
Moody, W. S., on the Insulations of 
main high-pressure terminals 
and leads, 119-21 
Motors, see Tramway do. 

Moulded Mica, see Mica 


Naphtha as a solvent for impregnating 
materials, 142 


O’Goilman, M., curves obtained by, in 
Tests of Empire Cloth, Jig., 180 
on Erratic action of Insulating 
materials under tests, 13 notes 
on the Influence of the Shape of 
Electrodes and Samples on 
results of tests of Insulating 
materials, 31-2 notes 


O’Grorman, M. (continued )— 
on Non-homogeneity in the Dielectric, 
25-1 

on Thickness in relation to Insulation 
tests, 9-10 note, and to Dis¬ 
ruptive Strength, 56 
Ohmic Insulation Resistance, of Liquid 
and Viscous Insulating Ma¬ 
terials, Humann's tests, 158-9, 
Jig., 159 ; what it is, 5 note 
Oil(s), Insulating, 151 et seq. 

Absence of risk in using, 165, 
226 

Disruptive Strength of, Skinner’s 
Electric tests for, 159 et seq., 
Steinmetz’s tests of, table, 
151 

Disruptive Strength of Insulating 
Materials immersed in, Andrews’ 
Tests, Apparatus, and result, 
fig*., 96, 97 

Effects of, on Commutator Insulation, 
126, 155 

on Mica,' 93 et seq., 102, 155, figs ., 
97, table , 101 

on Varnish on Insulating Materials, 
Farrington on, 95-7, Harden 
on, 98-9, Andrews’ tests, 100-2, 
table, 101, figs., 102 
Effect on, of Moisture, 155, figs., 154, 
155, easy test for, 166 
Electric Test for (Hughes), 152 
Evaporation test for, (Skinner), 165 
Flash and fire tests for, (Skinner), 
163-6 
Linseed, 

Boiled, Disruptive Strength of, table, 
151 

for Impregnating purposes, 141, 
method of utilising, 142, do., 
for treating Wood and Fibrous 
materials, 157 
Properties of, 

Expansion on drying, 141, 144 
Oxidation of, rapid, 132, 141 
Waterproofness of, 226 
in Varnish, see Dielectric Varnish, 
and Varnishes 

Mineral, and see Paraffin infra 
High Flash test requisite for, 165 
Transformer, 

Absence of risk from, 226 
Action of, on Waterproof Com¬ 
pounds, 226 

Advantages of, 221, Peek, and 
Skinner on, 223-7 
Colour of, 225 

Crude Lubricating, Disruptive 
Strength of, (Steinmetz), table, 
151 

Deposit in, 225 
Difficulties occasioned by, 224 
Essentials in, (Skinner), 156 
Function of, 223 
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Oil(s), Mineral, Transformer {continued )— 
for Oil switches, (Skinner), 157 
Precautions requisite in ’Storing 
and Using, (Skinner), 156-7 
Sulphur Compounds in, 225 
“Transil,” its properties and 
Disruptive Strength, 154-5 
Viscosity of, 224 
Paraffin, 

as an Impregnating solvent, 144 
to render non-inflammable, 145 

Melted, Disruptive Strength of, 
table , 151 

Ordinary commercial, relative 
Insulation Strength of, 153 

Resin, 

adulteration of, and consequences, 
153, 154 

large Temperature coefficient of, 
153 

Rosin, 

Relative Spark length in, and in 
Air, Swinton’s tests, 153 
<& table 

Variations in its Insulating quality, 
and effect of, on Gutta-percha, 

152 

Temperature coefficient of, variation 
of, 153 * 

Testing of, objections to using re¬ 
sistance for varying the V oltage 
in, 163 

Thin, for preliminary immersion of 
Insulating materials (Hall), 

153 

Turpentine, Disruptive Strength of, 
table, 151 
Various, 

Disruptive Strength of, (Steinmetz’s 
tests), 151 

Insulating qualities of, (Hughes’ 
investigations on), 152-3 
Oil Switches, Oils for, (Skinner,) 157 
Oil-insulated Transformers, (Fessenden), 
228 

Ovens, Drying : 

Chimney type, 2^.7, fig., 246 
Horizontal type, 246-7, figs., 245 
Hot Air, 242, jig., 241, 242 
Steam, ib. 

Vacuum, 14, 241, 242 et seq ., Jigs. , 243, 
244, 245 

Oxidation, ( see also Ventilation), of 
Laminated Plates, 230 
of Linseed oil, rapid, 132, 141 


Paints, Insulating, Varnishes, and Im¬ 
pregnating Materials, 127 et seq. 
Essentials for reliable, 128 note, 146-7 
note 

Principal components of, 128 note 
Tests for, suggested by The Electrical 
Engineer, 147 


Paper, and thin sheets of other Fibrous 
Materials, Insulating properties 
of, 167 et seq. 

Absorption of Water by, (Perrine), 29 
167-8 

as Backing for Mica, 167 
Creasing in, 194, and notes 194-5 
Disruptive Strength of, treated and 
untreated, figs. , 168, 169 
Grain in, see Creasing, supra 
Varieties of, with Disruptive Strength 
and tests of: 

Asbestos, Disruptive Strength, 
(Steinmetz), 81 

Black Oiled Board, Temperature 
tests, (Glazebrook), table, 284 
Bond, 167 
Express, 167 

Disruptive Strength, 176, un¬ 
treated, figs., 168, 177 
Varying Strength, in relation to 
Thickness, 10 <£ note 
Fuller Board, 167, Disruptive 
Strength of, fig. , 8 
Plain, and Varnished do., fig., 30, 
(Baur), table, 55 

Isolit, composition and uses of, 
114 

Japanese, 87, 167 
Manilla, 167, 169 
impregnated with Insulating Var¬ 
nish, as Binding material, 
195 

for Slot-linings, 192, 193 
and other papers having high 
Disruptive and Mechanical 
Strength, 167 

Temperature tests of, (Glazebrook), 
untreated, 283, with Standard 
Varnish, 284 

Mica, backed with Japanese, uses 
of, 87, 167 
Micanite, table, 86 
Ochre Brown, 169, Disruptive 
Strength of, figs., 8, 168 
Red oiled, Temperature tests of, 
(Glazebrook), table, 284 
Red rope, oiled and plain, character¬ 
istics of, 17 

Disruptive Strength of, uniformity 
in, 16, 17, figs., facing 16, 
168, 169, 175 

Insulation tests of, table, 16 
for Slot-linings, 192, 193 
Rope, Varnished, Disruptive 
Strength of, figs., 8, 168 
Insulation Tests of ten Varieties, 
table, 170 

Waterproof Board, Temperature 
tests of, (Glazebrook), table, 
284 

Parh Rubber Tape, Disruptive Strength 
of, (Holitscher), 240, fig., 
239 
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Paraffin, (see also under Oil(s)), as an 
impregnating Solvent, 144 
Disruptive Strength of, tests of, 
(Baur), table , 53 
Varnish, see Dielectrol 
Wax, 118, 196 

Parshall, H. F., Rule formulated by, for 
Thickness of Armature Insula¬ 
tion, 11 & table 

Suggestions by, for Testing Specifica¬ 
tions, 268 

Peck, J. S., on the function of Oil in the 
Transformer, 223 

Perrine, Dr F. A. C., on the Absorption 
of Moisture by Wood and Paper, 
28 

on the Insulation of Magnet Wires, 
Cotton and Silk Spun yam, 
69-71 

Picein method of Testing, results of, on 
various Insulating Materials 
and on Micanite, (Walter), 43 
et seq., fig ., 46, table, 48, 91-3 
Pins in Electrical Tape, dangers of, 237 
Porcelain as an Insulating material, 119 
Tests of, and of “ Lava ^ fig. ^ 123 
Portable Testing set, 21-2, Jig., 23 
Potential Strains, effects of, on Dielec¬ 
trics, (Thomas), 261-3 
Practical Commercial application of 
Insulating materials, specially 
to Electric Machinery, etc., 
Bibliography of, 273-7 
Presses and Rollers for Micanite, 251-2, 
figs., 252 & Plate 

Presspahn, nature and virtues of, 167 
Disruptive Strength of, oiled, un¬ 
treated, and with Standard 
Varnish, 11, 169, 174, figs., 
168, 169, 171, 172, 173, 283, 
table, 173 

for Slot-linings, 192, 193 
ShellacVl, in making up a compound 
Coil, 196 da note 

Soaked in Transil Oil, as Insulator for 
Transformer, 224 note 
and Standard Varnish, Temperature 
Tests of, (Glazebrook), table, 283 
Presspahn Mica, how made, 199 
Disruptive Strength of, in Tube form, 
199 

as Slot-lining, 195, for Slot Insulating 
Tubes, how treated, 256, figs., 
252 

Uses of, 93 

Protection of Insulations from Soldering 
Acid, 146 

Psychiloid, Insulating material for 
Bushings, etc., its base, 111, 
construction and alleged ad¬ 
vantages and uses, 112 
Disruptive Strength of, 113 
Properties of, and of Litholite, table, 
113 


Rayner, Mr, experiments by, on 
Insulating materials, 282 et 
jproevi 

Recklinghausen, Dr Max von, on the 
effect of Temperature on 
Mineral Insulators, 36 note 
on the Factors influencing the Pro¬ 
perties of Insulating Materials, 
during work, 56-7 

on the Properties Essential in Insulat¬ 
ing Materials, 4 note 

Resistance, (see Dielectric and Disruptive 
Strength), objection to the use 
of, for varying Voltage, in tests 
of Insulating Oils, 163 

Roburine, as an Insulator for Bush¬ 
ings, etc., 117, properties of, 
113 

Rosin and Ammonia, as protection for 
Insulation from injury by 
Soldering Acid, 146 

Rubber, see also Gutta-percha, Hard, and 
India Rubber 

Insulating material of, unsuited to 
Transformers, 224 
Tape, drawbacks of, 239-40 

Paii variety, Disruptive Strength 
of, (Holitscher), 240, fig., 
239 


Samples, see Electrodes, and Frame for 
holding 

Scott, C. F., on Transformers, 222 
Segments, see wnder Commutator 
Shape of Electrodes, see Electrodes 
Shears for cutting Insulations, 248, and 
see Plate I. 

Sheet-Iron, “Insuline” for coating, 
232-3 

Silicate of Soda, (see Asbestos and), with, 
fine Mica to plug Segment 
cavities, 126 note 
Silk spun yarn, 69, 70 

Cost of wire so covered, figs., 74, 75, 
76, table, 77 

Difficulty connected with, 77 
Thickness of, 212 

Wire covered with, in relation to the 
Space factor, 210 

Skinner, C. E., Electrical Apparatus of, 
for Testing Disruptive Strength 
of Oils, 159-61, fig., 161, pre¬ 
cautions necessary in using, 
161 et seq., subsidiary tests, 
163-6 

on Electrodes and Plates best suited to 
Tests of Insulating Materials, 
12-13 note 

on Energy Losses in Insulating 
Materials, 57 et seq. 
on Erratic Action of Insulating 

Materials under Tests, 13 note 
on Oils as Insulators, 155-7 
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Skinner, C. E. ( continued )— 
on Transformer Oils, 156, 223-7 
on Oils for Oil Switches, 157 
on Test for Moisture in Oils, 166, fig., 
155 

Slate, as Insulating material, essentials 
in, 119 

Slot(s), see also Armature Slots 

Area, total, space occupied in, rela¬ 
tively, by Copper and Insula¬ 
tion, 208-9, figs., 208, 210 
Designs, figs., 209, 211 
Space factors for, 210, 212, 213, table, 
212 

dependence of, on the Voltage, 
fig. and table , 213 
Insulating Tubes, manufacture of, 
256-8, fig., 252 
Insulations, 

Mica for, 195 

Thickness, for various V oltages, 
Parshall’s rule for, 11, 12, table , 
11 

Trimmer for, 248 ,fig., 249 
Lining, 

Grain in Paper to be followed in, 194 
Materials for, in order of Toughness, 
192 

Micanite, when suited for, 195 
Tubing, unsuited for, 198 
with Bound and Rectangular Wires, 
comparisons of, figs., 201, 204, 
205, 206, tables , 202, 203 
Wedges, wooden, care requisite with, 
193-4 

Soldering Acid, effects of, on Insulations, 
how met, 146 

Solvents for Impregnating materials, 142, 
144 

Space Factor, The, 201 et seq. 

in Armature Slots, 201-13, figs., ib. 
Conditions governing, 207, fig., ib. 
in Conductors, in relation to arrange¬ 
ment, 203-5, 206, fig., 204 
Definition of the term, 201 
Dependence of, on Voltage, (Kando), 
fig. and table, 213 
in Field Spools, 213 el seq. 

Insulation in relation to, 208, fig. 
and table 

Silk-covered wire in relation to, 
210 

Spark gaps or lengths, 

in Air, (see “Electrical Breaking 
Strength” of), and Various 
Oils, Hughes’ Tests, 152, Swin- 
ton’s Tests, table, 153 
and Variously Shaped Electrodes, 
Compagnie de l’Industrie’s 
Tests, figs., 33, 35, table, 34; 
Baur’s results, tables, 50, 51; 
Steinmetz’s tests, figs., 78, 80, 
tables, 82 ; see also fig., 
2 66 


Spark gaps or lengths (continued )— 
in Testing Sets, figs., 17, 19, 20 
Walter’s unit, in the Picein drop test, 
44, his proposition concerning, 
45 

Specific gravity of the various materials 
mentioned, see under each name 
Specification(s) for Insulation, 260 et seq. 
for 500-Volt Tramway Motor Armature 
Slots, 195-7 
Spools, see Field Spools 
Spun yarn, (see Cotton and Silk do.), 
definition of, 69 note 

Standard Varnish and all other varnishes, 
see Varnishes 

Standards, see Engineering Standards 
Committee 

Standardisation Committee, see American 
Institute of Engineers’ 

Stanley Manufacturing Co., Testing sets 
made by, 19 

Static Strains in High Tension circuits, 
(Field), 66-8, figs., 67 
Steens, Mr, on Testing of Insulating 
materials for Disruptive 
Strength, 6-7 note 

Steinmetz, Dr C. P., law formulated by, 
for Variations of Energy Loss 
due to Variation of Voltage, 
63 

on the Disruptive Strength of Insulat¬ 
ing Materials, 78 et seq., figs., 
78, 79, 80, tables, 81, 82, 151 
on the Influence of Moisture on Insul¬ 
ating Materials, 29-31 <Se note 
Strains, (see Dielectric, Potential, and 
Static), various causes of, 260 
Surface Leaking, influence of, on Insul¬ 
ating Materials, 64 

Surface Smoothness in Insulating Cloths, 
importance of, 11, 178-9 
Swinton, A. C., Tests by, on relative 
Spark lengths in Air and Rosin 
Oil, 153 & table 

Symons, LI. D., (see note, p. 27), cited on 
Aetna material, 118 
Berritc, 141, 1 81, fig., 184 
Exclusion of Air films, 10 note 
Linseed Oil, 141 note 
Litholito, 113, 116, 117 notes, table, 
113 

Mineralite, 117 note 
Presspahn, 176, fig., 174 
Psychiloid, 112, tests by, 113 & table, 
117 note 

Roburine, 113, 117 
Thickness of Varnish, 130 note 
Yellow Oiled Cloth, tests, fig., 
187 


Talc, (see Lava), uses of, 145 
Tank, Dipping, 246, 258, figs., 263, 
254 
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Tapes and Bands, 234 et seq., essentials 
concerning, 237, uses and names, 
238, modes of manufacture, 
238-9 

Cotton, (Jaconet), 195, how used, 196, 
197, 238 

Park Rubber, Disruptive Strength of, 
(Holitsclier), 240, fig., 239 

Taping Machines, 234 et seq., with figs, in 
text, and in Plates 

Temperature: 

Coefficient, large, of Oils, (Hall), 
153 

Effect of, on Celluloid, 188, table, 189, 
191 

on Cellulose, 36-7 
on Cloth, 183-4 
on Cotton, 37, how met, 38 
on Drying Insulations, 244 et seq. 
on Insulating Materials, 34 et seq., 
61, 260 

on Insulation of Armature Cores, 
9 

in Electric Light works, under work¬ 
ing conditions, 39 note 

Tests, of Insulating materials, (Glaze- 
brook’s), 280-2, tables, 283-4, 
figs., 281 

Thickness in relation to, 9, fig., 8, 
see notes 9-10 

Variations of, due to Variation of 
Stress, (Skinner), 57 et seq. 

Loss due to, (ib.), 61 

Terminal Blocks, etc., Insulating 
Materials for, 104 et seq. 

Terminals of Transformers, see Trans¬ 
formers 

Testing, Test, Tests: 

for Dielectric Strength, recommended 
by the Am. Inst. Elec. Engrs., 
'264, table, 265 

on Disruptive Voltages, (Steens), 6-7 

note 

Drying of materials before, 14, 241 
et seq. 

Electrical, of Oils, 152 
of Liquid and Viscous Insulating 
materials, 158 et seq. 

Electrodes for, (see Electrodes), Plates 
giving beat results in, (Skinner), 
12-13 note 

of Insulating materials, see Celluloid 
and others under names 
Erratic action of the same under, 
13 notes 

Essentials in, (Holitscher), 12 note 
Influence of the Method of, 34 
Influence of the Shape of Elec¬ 
trodes, see Electrodes 
Method described in The Electric 
Generator, 15, table, 16, figs., 
facing 16 

Heed for precision of Statement 

as to, 6 


Testing ( continued )— 

of Insulating materials ( continued )— 
“Over-potential,” objections to, 
(Thomas), 261 

Paints, suggested by The Electrical 
Engineer , 147 

Picei’n method, (Walter), 43 et seq., 
fig., 46, table, 48, 91-2, table, 91 
on Spark lengths in Air, etc., 
(Swinton), 153 

Specifications, suggestions for, (Am. 
Inst. Elec. Engrs.), 263, 
(Parshall), 268-9, (Thomas), 

| 269-70 

Time, {see Voltage do. infra), by 
the Dielectric Mfg. Co. on 
Insulating Material, 40 
Varnishes, best mode of, (Holitscher), 
146 . 

Voltage Time Test, inadequacy of, 
(Thomas), 260 

Testing Apparatus, appliances and sets, 
manufacturers of, etc., 19, figs., 
18-23, 259, figs. , 255-8 
Connections for, fig., 17 
Precautions requisite in, (Thomas), 
270-2 

Testing-rooms on the Continent, 21 
Thermostat, Kohler’s, described byStein- 
metz, 23-4 /fig., 24 
Thickness: 

of Armature Insulation, Parshall’s 
rule for, 11, table , ib. 
of Celluloid, as affected by Tempera¬ 
ture, 191 

in relation to Disruptive Strength, 17, 
18 <Ss note 

of Express Paper, varying strength 
in relation to, (Symons), 10 & 
note, 11 

in relation to Insulation, (O’Gorman), 
9-10 note 

of Mngnet wire coverings, table , facing 
74 

of Presspahn in relation to Disruptive 
Strength, (treated and un¬ 
treated), 171, 175 

in relation to Temperature tests of 
Insulating Materials, 9, fig., 8 
Varying, effect of, 41 
Thomas, P. H., on• Abrupt Charge and 
Discharge Phenomena, and 
tlicir effect on Insulating 
Materials, 65 
on Brush discharges, 64-5 
on Effect of Heating during work, on 
Insulating Materials, 58-9 ds 
notes 

on Effects of Potential Strains on 
Dielectrics, 261-3 

on Objections to “ Over-potential”’ 

tests, 251 

on Precautions requisite in Testing- 
apparatus, 270-2 
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Thomas, P. H. ( continued )— 

Suggestions by, for Testing Speci¬ 
fications, 269-70 
on the Voltage Time test, 260 
Thomson, Dr, curve obtained by, of 
the Disruptive Strength of 
Oiled Canvas, 186, fig., 182 
Thomson, Prof. Elihu, on the effect of 
Temperature on Cellulose, 36-8 
Time tests, (see Voltage do., under Test¬ 
ing), duration of, in experi¬ 
ments, effect of, 40, Jigs., 16 
and facing 16 

Tools and Accessories employed in 
Insulating, 248 et seq. 

Tramway Motor Armature Slots, 500- 
Volt, Insulation Specification 
for, 195-7 
Transformer(s): 

Cooling of, 223 
Core, Insulation of, 220 
Core Loss in, 227 

High-Voltage, American tests for, 228 
phenomenon observed in certain, 

227- 8 

Insulation of, 220 et seq. 

English and European tests for, 
lowness of, 229 

Insulating materials for, essentials in, 
224 

Oil in, and Oil for ( see also Oil) 
Advantages of, 221-2 
Function of, (Peck), 223 
Mineral, ( q. v .), the best for Insulat¬ 
ing, 156 

Oil-insulated, (Fessenden), 228 

Scott on, 222 

Size of, increase in, 222 

Terminals, for High-Voltage, test for, 

228- 9 

for Testing uses, 19-24, figs., ib., 255, 
256, 257, 258 

Viscosity of, (Skinner), 221 
and Waterproofing Compounds, effect 
of, on, 226 

“ Transil ” Oil, see Oils 

Trimmer, for Slot Insulations, 248, fig., 
249 

Tubes, and Tubing, see Micanite, and 
Slot Insulating 

Turpentine, {see also Oil), as a Solvent 
for Impregnating materials, 
142 

ITintaitr, see Gilsonite 

Variation, see Temperature, and 
Voltage 

Varnish (es): 

in relation to Cotton and Silk Spun 
yarn covered wires, 77 
Effect of, on the Insulating properties 
of Paper and Fibrous materials, 
167 et seq. 


Varnish(es) {continued )— 

Effect of, on Oil as an Insulating 
material, (Farrington), 95-7 
Impregnating, Fessenden’s suggestions 
as to, 142-6 

Insulating, essentials in, 127 et seq. 
Functions of, 127 dc note 
Methods of applying to Cloth, 
180-2 

Linseed in, 129 

Objections to, 131-4 note, 141 
Linseed Oil Varnish, see Dielectric, 
under Various, infra 
Sticking, source of trouble in making 
Micanite Tubes, 199 
Testing of, Holitscher’s methods, 
146 

Suggestions on, by The Electrical 
Engineer , 147 

Various, comparative tests of the Dis¬ 
ruptive Strength of materials 
impregnated with, table, 143 
Names of, uses, etc. : 

Armalac, 283 
Collodion, 142, 232 
Copal, 131 note, 136, 139 note, 
251 

Core Plate, 231-2, tests of, 232 
Dielectric, 139 
Dielectrol, 139 
Empire, 140 
Insuline, 232 
Japan, 142, 230 
Shellac, defects in, 129, 139 
notes, 230 

Specific gravity requisite for 
Micanite building, 251, keg 
for mixing, fig. , 251 
Standard, Temperature test of, 
(Glazebrook), 283, 284 
Sterling, 129 
Specific gravity of, 130 
Various grades of, 130-1 
Zinser, 251 

Varnished Cloth and other fabrics, see 
under Cloth, Paper, etc. 

Ventilated Apparatus, Linseed oil un¬ 
suited to, 132, 141 
Field Spools, 216, 218,^., 217 

Ventilation, its aims, 218, 220 

Verband Deutsche! Elektrotechniker, re¬ 
commendation of, as to Insula¬ 
tion Tests, 266-8 

Viscosity, see Oil(s) 

Viscous Insulating Materials, see Liquid 
and 

Voltage(s), 

Breakdown, the equivalent for, used 
by Walter, 44 

recommended for Apparatus Tests, 
(Am. Inst. Elec. Engrs.), 265-6, 
tables , ib. 

Time Test, inadequacy of, (Thomas), 
260 
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"Voltage(s) [continued )— 

Variation of, variation of Energy Loss 
due to, law for, formulated "by 
Stein met z, 63 

Tulcabcston, Disruptive Strength of, 
Steinmetz’s tests of, 81 
“Vulcanised Fibre, preparation of, and ad¬ 
vantages claimed for, 116-7 
"Vulcanite, Disruptive Strength of, 118 


"Walter, Dr, criticism by, on Baur’s 
law for “electrical breaking 
strength, ” and law proposed by 
himself, 51-3, tulles, 52 

Definition of Disruptive Strength 
proposed by, 45 

on Mica and Micanite, 90 rl seq ., 
table, 91 

on the Shape of Electrodes as influ¬ 
encing Tests of Insulating 
materials, 32-3 


Walter, D r ( continmd )— 

Tests of Disruptive Strength of In¬ 
sulating materials, by the 
Picoin-drop methods, 43 et seq,, 
fig., 46, table , 48, 91-3 

"Water, {see also Moisture), in Oil, figs.,. 
154, 155 

Waterproofing Compounds, Action of, on 
Transformer Oil, 226 

Water-repelling and Waterproof character 
of Asphalt and Coal Tar base* 
compounds, and of Linseed, 
226 

Weicker, mc Barn* 

Wire Strippers, 248 <fc juj. 

Wood, Absorption by, of Water, 

(Perrine), 29 

Objections to use of, in Armature Slots, 
and selection, etc,, of, for Slot- 
wodges, 193 

Wood and Fibrous materials. Linseed oil 
the best for impregnating, 157 
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